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SAFETY PRECAUTIONS 

Do not operate heater in fuel areas or areas lacking adequate ventilation to support 
neater fuel combustion. 

When filling fuel tank, do not smoke or use open flame in the vicinity. Always provide metal- 
to-metal contact between fuel container and fuel tank to prevent spark from being generated as 
gasoline flows over metallic surfaces. 

Do not operate heater inside a building. 

Remove air outlet cover from air discharge end of heater before operating heater. Air inlet 
door must be open when heater is operating. 

Maximum permissible towed speed for the heater is 20 mph over smooth paved surfaces. 

Extinguisher, fire, carbon dioxide, should be available on a stand-by basis within the operat- 
ing perimeter of this heater. 
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Change) HEADQUARTERS 

> DEPARTMENT OF THE ARMY 

No. 4 ) Washington, D. C., 28 October 1970 


Operator, Organizational, Direct and General Support and 
Depot Maintenance Manual 
HEATER, DUCT TYPE, PORTABLE; 400,000 BTU/HR 
(AMERICAN AIR FILTER MODELS) 

(MODEL BT400-40) FSN 4520-792-8257 
(MODEL BT400-40-1) FSN 4520-915-7789 


TM 5-4520-208-15, 20 March 1967, is changed as follows: 


Cover Page and Table of Contents Page. The title 
is changed to read as shown above. 

Page 1 . Paragraph le is superseded as follows: 

e. The reporting of errors, omissions, and rec- 
ommendations for improving this publication by 
the individual user is encouraged. Reports should 
be submitted on DA Form 2028, Recommended 
Changes to DA Publications, and forwarded direct 
to the Commanding General, U.S. Army Mobility 
Equipment Command, ATTN: AMSME-MPP, 
4300 Goodfellow Boulevard, St. Louis, Mo. 63120. 
Page 8, paragraph 6b (1). In line 3, FSN ”4520-930- 
9474” is changed to read “4520-915-7789.” 

Page 16. After paragraph 12, paragraph 12.1 is 
added as follows: 


side to side until engine crankshaft and fan shaft 
are horizontally aligned. This alignment can be 
checked with a straight edge. When alinement is 
achieved, tighten heat exchanger mounting bolts 
securely. 

h. Loosen the four bolts (16, fig. 24) that secure 
engine to engine mounting bracket. Move front of 
engine up or down until engine crankshaft is verti- 
cally alined with the fan shaft. This alinement 
can be checked with a straight edge. Tighten 
mounting bracket bolts after alining shaft. 

i. Remove vaneaxial fan and mounting ring 
assembly (para 77 b (3) and (4)). 

j. Install coupling half on fan shaft bearing and 
rubber coupling in coupling half. 


12-1. Engine Crankshaft, Fan Shaft, and 
Heat Exchanger Alinement 

a. Remove engine (para 12b (1)). 

b. Remove drive coupling (15, fig. 24) from crank- 
shaft of engine using a suitable puller. 

c. Remove rubber bushing (2, fig. 25) from coup- 
ling half (30). 

d. Remove V-belt (29). 

e. Remove coupling half (30) from fan shaft 
bearing using a suitable puller. 

f. Install engine on heater and secure with three 
thumbscrews. 

g. Loosen the four heat exchanger mounting 
bolts (30, fig. 49) and move heat exchanger from 


CAUTION 

To prevent damage to fan, place suitable 
support under shaft bearing before instal- 
ling coupling half. 

k. Install vaneaxial fan and mounting ring as- 
sembly on heater. 

l. Install drive coupling on engine crankshaft. 
Refer to paragraph 12a, through c and install 
engine. 

Page 18, paragraph 19a. In line 3 “by-passing” is 
changed to read “by by-passing the”. In line 4 
“Contorl” is changed to read “Control”. 

Page 19, paragraph 20a. In line 4 and line 5, delete 
“selector valve knob.” 


*Chartg« no. 4 suporsodM Changes no. Cl 18 Apr 68, 62 10 Apr 69, and C3 4 Nov 69. 
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Page 21, paragraph 29c. In line 7 “fuel” is changed 
to read “full.” 

Page 23. Paragraph 33d is added after paragraph 
33c (7) as follows: 

d. Emergency Stopping of the Heater.' 

(1) In case of fuel control valve failure only, 
turn the temperature selector valve knob counter- 
clockwise until the pointer on the temperature 
selector indicator knob is in the lowest position. 

(2) Open the damper control (fig. 13). 

(3) Operate the engine (or electric motor) until 
the discharge temperature gage (fig. 11) indicates 
a reading of 150° F. or less. 

(4) Open the access door on top of the cabinet 
and place the stop switch on the engine (or electric 
motor) in the OFF position. 

NOTE 

Do not operate a heater after using the 
above procedure until the fuel control 
valve has been replaced. 

Page 2 4, paragraph 35b (1). In line 1, “Charge” is 
changed to read “Change.” 

Page 26, paragraph 36d. In line 3 “TM 5-2805-208- 
14” is changed to read “TM 5-2805-256-14.” 

Page 27, paragraph 41a. Delete “The lubrication 
chart for the Model 1A08-III Military Standard 
Engine is contained in TM 5-2805-208-14.” 

Page 27, paragraph 42d. In line 2 “TM 5-2805-208- 
14” is changed to read “TM 5-2805-256-14.” 

Page 31, figure 18 (1), item 2. In line 1 “14 of W’ is 
changed to read “14 to */ 2 .” 

Page 33, figure 19 (1), item 1. In line 1 “TM 5-2805- 
208-14” is changed to read “TM 5-2805-256-14.” 
Page 34, figure 19 (2). Item 3 is changed to read 
“FUEL PUMP”. Inspect fuel pump for damaged 
strainer, loose connections, secure mountings, 
cracks, breaks, or leaks. Clean or replace a defec- 
tive fuel pump.” 

Page 35, figure 19 (3), item 14- In line 2 “Replace” 
is changed to read “Inspect” and after last line add 
“Clean. Replace a defective element.” 

Page 36, paragraph 46b. In line 1 “TM 5-2805-208- 
14” is changed to read “TM 5-2805-256-14.” 

Page 37, paragraph 49. In line 1 “TM 5-2805-208-14” 
is changed to read “TM 5-2805-256-14.” 

Page 37, paragraph 51. In line 1 “TM 5-2805-208-14” 
is changed to read “TM 5-2805-256-14.” 

Page 38. Paragraph 64.1 is added after paragraph 
64 as follows: 


64-1. Excessive Failure of Rubber Coupling 

Pro bable cause Possible remedy 

Engine crankshaft and Aline crankshaft and 

fan shaft not alined. fanshaft (para 12.1). 

Page 41, paragraph 71. In lines 3 and 4 “TM 5-2805- 
208-14” is changed to read “TM 5-2805-256-14.” 

Page 55. Paragraph 88 is superseded as follows: 

88. Heater Fuel Filter 

a. General. The following procedure will be used 
when replacing the throw-awmy filter, used on the 
400-40 heater, whth the cleanable type fuel filter 
(used on the BT400-40-1). 

b. Removal. 

(1) Remove the power unit (para 12). 

(2) Remove the filter to pump metal hose as- 
sembly (50, fig. 34) from the fuel filter (47). 

(3) Remove the fuel filter from the tee in fuel 
tank (47, fig. 34). 

(4) Remove the fuel tank (para 85d (4)). 

(5) Remove plug from top of fuel pump and 
elbow from bottom of pump. 

NOTE 

These two items will be reinstalled on the 
fuel pump in opposite positions. 

c. Cleaning and Inspection. Refer to paragraph 
93 for cleaning, inspection, and servicing the 
cleanable type fuel filter. 

d. Installation. 

(1) Install plug in bottom of the pump and 
elbow in top of pump. 

(2) Install reducer (60, fig. 37) on elbow located 
in top of pump. 

(3) Install the elbow in the inlet side of the 
cleanable type fuel filter. 

(4) Install the fuel filter (outlet side) on the 
reducer in top of the fuel pump. 

(5) Install the hose (47, figure 37) to elbow 
(48) in inlet side of fuel filter. 

(6) Install the fuel pump (>para 85/). 

(7) Connect hose assembly (filter to tank) to 
elbow in tank. 

(8) Install the power unit (para 12). 

Page .76, paragraph 108b (3). In lines 2 and 3, 
delete “and plain encased seal (14.” 

Page 85, paragraph 121f. In line 8 “TM 5-2805- 
208-14” is changed to read “TM 5-2805-256-14.” 
Page 87, paragraph 128b. In line 2 “TM 5-2805- 
208-14” is changed to read “TM 5-2805-256-14.” 
Page 89, paragraph 133. In line 3 “TM 5-2805-208- 
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14” is changed to read TM 5-2805-256-14.” 

Pa(je 97. “Note” is added after paragraph 155c as 
follows: 

NOTE 

Apply an approved type lubricating oil to 
inside surface of fuel pump and all internal 
components if it is anticipated that the 
heater will not be operated for thirty (30) 
days or more. 

Page 107, paragraph A-3. In line 4 “TM 5-2805- 
208-14”, Organizational, DS and GS Maintenance 
Manual (Including Repair Parts and Special Tools 
List), Engine, Gasoline, Military Standard Model 
1A08-III, l'/ 2 HP, FSN 2805-068-7510 and Model 


2A016-III, 3 HP, FSN 2805-072-4871” is changed 
to read “TM 5-2805-256-14. Operator’s, Organiza- 
tional, DS and GS Maintenance Manual, Engine, 
Gasoline, l '/2 HP, Military Standard Models 1A08- 
I, FSN 2805-601-5181, Model 1A08-2, FSN 2805- 
714-8552 and Model 1A08-3, FSN 2805-068-7510”. 
Page 107, paragraph A-5. Add “TM 5-2805-256- 
24P, Organizational, Direct and General Support 
Maintenance Repair Parts for Engine, Gasoline, 
l'/ 2 HP, Military Standard Models 1A08-1, FSN 
2805-601-5181, 1A08-2, FSN 2805-714-8552 and 
1A08-3, FSN 2805-068-7510”. 

Page 109, Appendix II. Maintenance Allocation 
Chart is superseded as follows: 


APPENDIX II 

MAINTENANCE ALLOCATION CHART 


Section I. INTRODUCTION 


1. General 

a. This section provides a general explanation 
of all maintenance and repair functions author- 
ized as various maintenance levels. 

b. Section II designates overall responsibility 
for the performance of maintenance functions of 
the identified end item or component. The imple- 
mentation of the maintenance functions upon the 
end item or component will be consistent with the 
assigned maintenance functions. 

c. No special tools and test equipment required 
for maintenance functions. 

d . Section III contains supplemental instruc- 
tions, explanatory notes and/or illustrations re- 
quired for a particular maintenance function. 

2. Explanation of Columns in Section II 

cl Group Number ; Column (1). The functional 
group is a numerical group set up on a functional 
basis. The applicable functional grouping indexes 
(obtained from TB 750-93-1, Functional Grouping 
Codes) are listed on the MAC in the appropriate 
numerical sequence. These indexes normally are 
set up in accordance with their function and 
proximity to each other. 

b. Functional Group , Column (2). This column 
contains a brief description of the components of 
each functional group. 


c. Maintenance Functions , Column (3). This 
column lists the various maintenance functions 
(A through K) and indicates the lowest mainte- 
nance category authorized to perform these func- 
tions. The symbol designations for the various 
maintenance categories are as follows: 

C — Operator or crew 
O — Organizational maintenance 
F — Direct support maintenance 
H — General support maintenance 
D — Depot maintenance 

The maintenance functions are defined as follows: 
A — INSPECT. To determine serviceability of an 
item by comparing its physical, mechanical, and 
electrical characteristics with established stand- 
ards. 

B — TEST. To verify serviceability and to detect 
electrical or mechanical failure by use of test 
equipment. 

C — SERVICE. To clean, to preserve, to change, 
to paint, and to add fuel, lubricants, cooling 
agents, and air. 

D — ADJUST. To rectify to the extent necessary 
to bring into proper operating range, 

E — ALINE. To adjust specified variable elements 
of an item to bring to optimum^performance. 

F — CALIBRATE. To determine the corrections 
to be made in the readings of instruments or test 


3 



equipment used-in- precise measurement. Consists 
of the comparisons of two instruments, one of 
which is a certified standard of known accuracy, 
to detect and adjust any discrepancy in the accura- 
cy of the instrument being compared with the 
certified standard. 

G — INSTALL. To set up for Use in an operational 
environment such as an emplacement, site, or 
vehicle. 

H — REPLACE. To replace unserviceable items 
with serviceable assemblies, subassemblies, or 
parts. 

I — - REPAIR. To restore an item to serviceable 
condition. This includes, but is not limited to, 
inspection, cleaning, preserving, adjusting, re- 
placing, welding, riveting, and strengthening. 

J — OVERHAUL. Normally, the highest degree 
of maintenance performed by the Army in order 
to minimize time work in process is consistent 
with quality and economy of operation. It con- 
sists of that maintenance necessary to restore an 
item to completely serviceable condition as pres- 
cribed by maintenance standards in technical 
publications for each item of equipment. Over- 


haul normally does not return an item to like new, 
zero mileage, or zero hour condition. 

K — REBUILD. To restore an item to a standard 
as nearly as possible to original or new condition 
in appearance, performance, and life expectancy. 
This is accomplished through complete disassem- 
bly of the item, inspection of all parts or compo- 
nents, repair or replacement of worn or unserv- 
iceable elements (items) using original manufac- 
turing tolerances and specifications, and subse- 
quent reassembly of the item. 

d. Remarks , Column (J+). This column is provided 
for referencing by code the remarks (Sec III.) 
pertinent to the maintenance functions. 

3. Explanation of Columns in Section III 

a. Reference Code . This column consists of two 
letters separated by a dash, both of which are 
references to Section II. The first letter reference 
column 5 and the second letter references a main- 
tenance function, column 3, A through K. 

b . Remarks. This column lists information perti- 
nent to the maintenance function being per- 
formed, as indicated on the MAC, Section II. 


Section II. MAINTENANCE ALLOCATION CHART 


(1) 

Group No. 

(2 ) 

! 

Functions group 

(3) 

Maintenance functions 

(4) 

Remarks 

A 

B 

C 

D 

E 

F 

G 

H 

_LJ 

j 

K 

Inspect 

Test 

Service 

Adjust 

Align 

Calibrate 

Install 

Replace 

Repair 

Overhaul 

Rebuild 

01 

ENGINE 













0100 

Engine Assembly 

F 

0 

c ... 


O ... 


O 

o 

H 




13 

WHEELS AND TRACKS 













1311 

Wheel Assembly 



O ... 





0 

0 




1313 

Tires and Tubes: 














Tire and tube 

C ... 


c ... 





o 

0 




16 

SPRINGS 













1601 

Springs 



c ... 





0 





40 

ELECTRIC MOTORS 













4000 

Motor Assembly 

F 

F ... 





o 

o 

H 




60 

HEATING UNITS, BURNERS 













6000 

Heater, Duct Type 



c 

c ... 




c 

F 

H 



6004 

Fuel System: 














Filter fluid 



c ... 





o 






Pump fuel 


c... 



c 

O ... 


0 

F 




6005 

Burner Assembly: 














Magneto 

O ... 




0 ... 



o 

O 





Ignitor 

O ... 


O ... 





0 





Cable assembly 

O ... 








o 






Nozzle-fuel 

O... 


0 ... 





0 


1 
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Page 113. Appendix III, Basic Issue Items List and 
Operating Supplies is superseded as follows: 


APPENDIX III 
BASIC ISSUE ITEMS LIST 


Section I. INTRODUCTION 


1. Scope 

This appendix lists items which accompany the 
heater, duct type, or are required for installation, 
operation, or operator’s maintenance. 

2. General 

This Basic Issue Items List is divided into the 
following sections: 

a. Basic Issue terns — Section II. A list of items 
which accompany the heater, duct ..type, and are 
required by the operator/crew for installation, 
operation, or maintenance. 

b. Maintenance and Operating Supplies — sec- 
tion III. A listing of maintenance and operating 
supplies required for initial operation. 

3. Explanation of Columns 

The following provides an explanation of col- 
umns in the tabular list of Basic Issue Items, Sec- 
tion II. 

a. Source, Maintenance, and Recoverability 
Codes (SMR): 


(1) Source code, indicates the source for the 
listed item. Source codes are: 

Code Explanation 

P Repair parts which are stocked in or supplied from the 
GSA/DSA, or Army supply system and authorized for 
use at indicated maintenance categories. 

P2 Repair parts which are procured and stocked for insur- 
ance purposes because the combat or military essen- 
tiality of the end item dictates that a minimum quant- 
ity be available in the supply system. 

M Repair parts which are not procured or stocked, but are 
to be manufactured in indicated maintenance levels. 

A Assemblies which are not procured or stocked as such, 
but are made up of two or more units. Such component 
units carry individual stock numbers and descriptions 
are procured and stocked separately and can be assem- 
bled to form the required assembly at indicated main- 
tenance categories. 

X Parts and assemblies which are not procured or stocked 

and the mortality of which normally is below that of 
the applicable end item or component. The failure of 
such part or assembly should result in retirement of 
the end item from the supply system. 

XI Repair parts which are not procured or stocked. The re- 

quirement of such items will be filled by the use of the 
next higher assembly or component. 


5 


























Code Explanation 

X2 Repair parts which are not stocked. The indicated main- 
tenance category requiring such repair parts will at- 
tempt to obtain them through cannibalization. Where 
such repair parts are; not obtainable through canniba- 
lization, requirements will be requisitioned, with ac- 
companying justification, through normal supply 

channels. 

G Major assemblies that are procured with PEMA funds 
for initial issue only as exchange assemblies at DSU 
and GSU level. These assemblies will not be stocked 
above GS and DS level or returned to depot supply 
levels. 

(2) Maintenance code, indicates the lowest 

category of maintenance authorized to install the 
listed iem. The maintenance level code is: 

Code Explanation 

C Operator/crew 

(3) Recoverability code, indicates whether 
unserviceable items should be returned for rec- 
overy or salvage. Items not coded are expendable. 
Recoverability codes are: 

Code Explanation 

R Repair parts (assemblies and components) which are 
considered economically reparable at direct and gen- 
eral support maintenance levels. When the mainte- 
nance capability to repair these items does not exist, 
they are normally disposed of at the GS level. When 
supply considerations dictate, some of these repair 
parts may be listed for automatic return to supply for 
depot level repair as set forth in AR 710-50. When so 
listed, they will be replaced by supply on an exchange 
basis. 

S Repair parts and assemblies which are economically re- 
parable at DSU and GSU activities and which normal- 
ly are furnished by supply on an exchange basis. When 
items are determined by a GSU to be uneconomically 
reparable they will be evacuated to a depot for evalua- 
tion and analysis before final disposition. 

T High dollar value recoverable repair parts which are sub- 
ject to special handling and are issued on an exchange 
basis. Such repair parts are normally repaired or over- 
hauled at depot maintenance activities. 

U Repair parts specifically selected for salvage by recla- 
mation units because of precious metal content, criti- 
cal materials, or high dollar value reusable casings or 
castings. 

b. Federal Stock Number. This column indicates 
the Federal stock number assigned to the item and 
will be used for requisitioning purposes. 

c. Description. This column indicates the Fed- 
eral item name and any additional description of 
the item required. The abbreviation “w/e” when 
used as a part of the nomenclature, indicates the 


Federal stoek number, includes all armament, 
equipments accessories.,. And repair parts issued 
with, the item. A part number or other reference 
number is followed by the applicable five-digit 
Federal supply code for manufacturers in paren- 
thesis. Repair parts quantities included in kits, 
sets, and assemblies are shown in front of the 
repair part name. 

d. Unit of Measure (U/M). A 2 character alpha- 
betic abbreviation indicating the amount or quan- 
tity of the item upon which the allowances are 
based, e.g., ft, ea, pr, etc. 

e. Quantity Incorporated in Unit. This column 
indicates the quantity of the item used in the as- 
sembly group. A “V” appearing in this column in 
lieu of a quantity indicates that a definite quant- 
ity cannot be indicated (e.g., shims, spacers, 
etc.). 

/. Quantity Furnished With Equipment. This 
column indicates the quantity of an item fur- 
nished with the equipment. 

g. Illustration. This column is divided as follows: 

(1) Figure Number. Indicates the figure num- 
ber of the illustration in which the item is shown. 

(2) Item Number. Indicates the callout num- 
ber used to reference the item in the illustration. 

4. Explanation of Columns in the Tabular 
List of Maintenance and Operating 
Supplies — Section III 

a. Component Application. This column identi- 
fies the component application of each mainte- 
nance or operating supply item. 

b. Federal Stock Number. This column indicates 
the Federal stock number assigned to the item and 
will be used for requisitioning purposes. 

c. Description. This column indicates the item 
name and brief description. 

d. Quantity Required for Initial Operation. This 
column indicates the quantity of each maintenance 
or operating supply item required for initial 
operation of the equipment. 

e. Quantity Required for 8 Hours Operation. 
This column indicates the estimated quantities 
required for an average 8 hours of operation. 

f Notes. This column indicates informative 
notes keyed to data appearing in a preceding col- 
umn. 
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Section II. BASIC ISSUE ITEMS 



< 3) 



Description 


Ref No. A Mfr 


Usable 

code 


on code 


(4) (5) (®) <7) 

Qty Qty Illustration 

Unit inch turn 

of in with — 

mean unit equip (A) (B) 

tig item 

no. no. 












Section III. MAINTENANCE AND OPERATING SUPPLIES 




) 
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By Order of the Secretary of the Army: 



Official: 

KENNETH G. WICKHAM, 

Major General, United Staten Army, 
The Adjutant General. 


W. C. WESTMORELAND, 
General, United Staten Army, 
Chief of Staff. 


Distribution: 

To be distributed in 


accordance with DA Form 12-25, Section III (qt.v rqr block no. 602) Organizational Maintenance require- 


ment* for Heaters, Space. 400,000 BTU. 
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Changes in force: C 4 and C 5 


C HANGS 


NO. 5 


TM 5-4520-208-15 
C5 

HEADQUARTERS 
DEPARTMENT OF THE ARMY 
Washington, D.C. 26 May I97t 


Operator, Organizational, Direct Support, General Support, and Depot 

Maintenance Manual 

HEATER, DUCT-TYPE, PORTABLE; 400,000 BTU/HR; 
GASOLINE ENGINE-AND ELECTRIC MOTOR-DRIVEN BLOWER; 
W/6 AND 12-INCH DUCTS; AUTOMATIC TEMPERATURE 
CONTROL; TRAILER MOUNTED (AMERICAN AIR 
FILTER CO., INC. MODEL BT400-40) FSN 4520-792-8257; 
(MODEL BT400-40-1) FSN 4520-915-7789 


TM 5-4520-208-15, 20 March 1967, is 
changed as follows: 

The title is changed to read as shown above. 
Page 24. Paragraph 35c is added as follows: 

c. Duct Installation. After starting the heat- 
er, hold the 12-inch duct (2, fig. 9) in front of 
the heater discharge end until the duct “re- 
lease" is free. Attach the duct to the adapter 
assembly (1). The heat will permit the duct to 
be expanded normally without damaging the 
duct. Attach the duct adapter and the 6-inch 
ducts to the adapter. The hoses can be expand- 
ed normally after heating. If the heater is to be 
stored after shut-down, compress the ducts be- 
fore disconnecting from the adapters. 

Page 37. Paragraph 49.1 is added as follows: 

49.1 Air Duct Repair 

a. General. Pressure sensitive tape (FSN 
8135-890-9875) is used for repairs to the air 
ducts. 

b. Cleaning. Clean the area of the duct to be 


repaired with a cloth dampened with cleaning 
solvent. Allow duct to dry thoroughly. 

c. Repair. Trim rough edges of damaged 
area. Apply tape to duct and press firmly to as- 
sure good adherence. In large damaged areas, 
apply tape to both inside and outside of duct 
for better adherence. 

Page 45. Make the following changes to legend 
of figure 25; 

1. Bushing, sleeve. 

2. Bushing, sleeve coupling. 

Page 52. Paragraph 83d is superseded as fol- 
lows: 

d. Installation. Install the igniter plug (5, 
fig 31) in plate (4). Refer to figure 32 and 
measure the gap between the igniter plug elec- 
trode (3) and the electrode (1). The gap should 
be Yq inch or 0.125-to 0.1875-inch. Bend elec- 
trode (1) to obtain correct gap. 

Page 113. Appendix III is superseded as fol- 
lows: 


B— 1. Scope 

This appendix lists items required by the op- 
erator for operation of the heater. 

B-2. General 

This list is divided into the following sections: 

TAGO S516A 


APPENDIX 111 

BASIC ISSUE ITEMS LIST AND ITEMS 
TROOP INSTALLED OR AUTHORIZED 
Section 1. INTRODUCTION 

a. Basic Issue Items List -Section II. Not ap- 


plicable. 

b. Items Troop Installed or Authorized List 
— Section III. A list of items in alphabetical se- 
quence, which at the discretion of the unit com- 
mander may accompany the heater. These 


items are NOT SUBJECT TO TURN-IN with 
the heater when evacuated. 


i-3. Explanation of Columns 
The following provides an explanation of col- 
umns m the tabular list of Basic Issue Items 
List, Section II, and Items Troop Installed or 
Authorized, Section III. 

a. Source, Maintenance, and Recoverability 
Code(e) (SMR): V 

(1) Source Code, indicates the source for 
thd listed item. Source codes &?e; 

Explanation 

P Repair parta, special toola, and teat equipment 
aupplied from GSA/DSA or Army supply ay»- 
tem and authorized for use at indicated main- 
tenance levels. 

P2 Repair parta, special toola, and test equipment 
which are procured and stocked for insurance 
purposes because the combat or military es- 
sentiality of the end item dictates that a min- 
imum quantity be available in the supply sys- 
tern. 

(2) Maintenance code, indicates the low- 
est level of maintenance authorized to install 
the listed item. The maintenance level code is: 

Cairn Explanation 

C Crew/Operator 

(8) Recoverability code, indicates whether 
unserviceable items should- be returned for re- 


covery or salvage. Items not coded are noi/re- 
coverable. Recoverability codes are: 

CaAt Explanation 

R Applied to repair parts (assemblies and com- 
ponents), special tools, and test equipment 
which arc considered economically reparable 
at direct and general support maintenance lev- 
els. 

S Repair Parts, special tools, teat equipment and 
assemblies which are economically reparable 
at DSU and GSU activities and which nor- 
mally are furnished by supply on an ex- 
change basis. 

6. Federal Stock Number , This column indi- 
cates the Federal stock number assigned to the 
item and will be used for requisitioning pur- 
poses. 


c. Description. This column indicates the 
Federal item name and any additional descrip- 
tion of the item required. 


d. Unit of Measure (U/M). A 2 character 
alphabetic abbreviation indicating the amount 
or quantity of the item upon which the allow- 
ances are based, e.g., ft, ea, pr, etc. 


e. Quantity Furnished 
(BIIL). (Not applicable). 


with Equipment 


/. Quantity Authorized ( Items Troop In- 
stalled or Authorized). This column indicates 
the quantity of the item authorized to be used 
with the equipment. 


Section III. ITEMS TROOP INSTALLED OR AUTHORIZED LIST 


0) 

Smr 

Code 

PiP 

(2) 

Federal Stock 

Number 

(8) 

Description 

Ref No. & Mir 

Code 

Usable 
on Code 

(4) 

Unit 

of 

Meaa 

(8) 

QtyAuth 


752(Mi5&*-9618 

CASE, maintenance and operation 


EA 

i 

A*. J 

. i v n . . .. 

manuals 
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By Order of the Secretary of the Army: 


Official: 

VERNE L. BOWERS, 

Major General, United States Army, 
The Adjutant General. 


W. C. WESTMORELAND, 
General, United States Army, 
Chief of Staff. 


Distribution: 
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Changes in force: C 4, C 5, and C 6 


TM 5-4520-208*15 

C 6 

Change 
No. 6 


HEADQUARTERS 
DEPARTMENT OF THE ARMY 
Washington, D.C. 22 February 1973 


Operator, Organizational, Direct and General Support, and 
Depot Maintenance Manual 

HEATER, DUCT-TYPE; PORTABLE; 400,000 BTU/HR; GASOLINE ENGINE- 
AND ELECTRIC MOTOR-DRIVEN BLOWERS; W/6- AND 12-INCH DUCTS; 
AUTOMATIC TEMPERATURE CONTROL; TRAILER MOUNTED (AMERICAN AIR 
FILTER CO. INC. MODEL BT 400-40) FSN 4520-792-8257 (MODEL 
BT400-40-1 FSN 4520-915-7789 (MODEL BT400-40-1A) FSN 45-223-3221 


TM5-4520-208-15, 20 March 1957, is changed as follows: 

The title is changed to read as shown above. j 

Page 7. Paragraph 5, line 15, add a new sen- 
tence. “The model BT400-40-1A is identical to 
Model BT400-40-1, except it is furnished with elec- 
tric motor power unit as used on Model BT400-40.” 

Page 107. Paragraph A-2 is superseded as < 
follows: i 


A-2. Painting. 

AR 740-1 Color, Marking, and Preparation 

of Equipment for Shipment 
AR 746-5 Color and Marking of Army Ma- 
teriel 

Paragraph AS. Reference TM 38-750 is 
changed to read “The Army Maintenance Manage- 
ment System”. 



By order of the Secretary of the Army: 

Official: 

VERNE L. BOWERS, 

Major General, U.S. Army, 

The Adjutant General. 


CREIGHTON W. ABRAMS 
General, United States Army 
Chief of Staff 


Distribution: 

To be distributed in accordance with DA Form 12-25C (qty rqr block Ho. 6021, Organizational maintenance requirement* for 
Heaters, Space, 400,000 BTU. 


CHANGE 
NO. 7 


Changes in Force: C4, C5, C8 and C7 

TM 5-4620-208-15 
C7 

HEADQUARTERS 
DEPARTMENT OF THE ARMY 
Washington, D C, 21 November 1977 


Operator, Organizational, Direct and General 
Support and Depot Maintenance Manual 

HEATER, DUCT-TYPE, PORTABLE; 400,000 BTU/HR; GASOLINE ENGINE 
AND ELECTRIC MOTOR-DRIVEN BLOWERS; W/6 AND 12-INCH DUCTS; 
AUTOMATIC TEMPERATURE CONTROL; TRAILER MOUNTED 
(AMERICAN AIR FILTER CO. , INC. MODEL BT400-40) 

NSN 4520-00-792-8257 (MODEL BT400-40-1) 

NSN 4520-00-915-7789 (MODEL BT400-40-1A) 

NSN 4520-00-223-3221 


TM 6-4520-208-15, 20 March 1967, is changed as follows: 


Cover Page and Table of Contents pages are 
changed to read as shown above. 

Page 1, paragraph le is superseded as follows: 
You can help improve this manual. If 
you find any mistake or if you know of 
any way to improve the procedure, 
please let us know. Mail your letter, 

DA Form 2028 (Recommended 
Changes to Publication and Blank 
Forma), or DA Form 2028-2 located in 
the back of this manual directly to: 

Commander, US Army Troop Support 
and Aviation Materiel Readiness Com- 
mand, ATTN: DRSTS-MTPS, 4300 
Goodfellow Blvd., St. Louis, M0 63120. 

A reply will be furnished to you 


Page 4, paragraph 3b, line 6: Add the follow- 
ing sentence after “electric motor”. Heater model 
BT400-40-1, serial nos. 4400866 and subsequent are 
only equipped with the Military Standard Engine, 
Model 1A08-III Power Unit. The engine exhaust 

system is also different. 

Page 8, paragraph 6(c)3. Add the following: 

Rotation counter- clockwise. 

Page 12. Change the caption on figure 6 to read 
“Power units, mounting brackets, Models BT400-40 
and BT400-40-1”. 

Figure 6.1 is added as follows: 
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STOP SWITCH 



MILITARY STANDARD 
ENGINE MODEL 1A08-IU 
GASOLINE ENGINE 
POWER UNIT 


ELECTRIC MOTOR 
POWER UNIT 


MEC 4520-208-15/6.1 


Figure 6.1 Power unite mounting brackets Model BT400-40-1, Serial No ’a BT4400886 and eubeequent. 

Page 14. Change the caption on figure 7 to read BT400-40 and BT40Q-40-1.” 

‘‘Gasoline engine power unit, installed view. Models Figure 7.1 is added as follows: 








Figure 7.1 Gasoline engine power unit, installed view. Model BT400- 40-1 , Serial No*s BT4400866 and subsequent. 

(d) Remove engine exhaust plug (fig. 8) 
from exhaust extension and dust plug from engine 
hose assembly quick-disconnect coupling. 

Change the caption on figure 8 to read 
“Electric motor power unit, installed view Models 
BT400-40 and BT400-4<M ” 

Figure 8.1 is added as follows: 


Page 15, paragraph 12c(l)(c) is superseded as 
follows: 

(c) On Model BT400-40-1 and BT400-40-1A 
heaters, disengage cabinet latches and open cabinet 
(fig. 1). 

Paragraph 12c(l)(d) is superseded as 

follows: 
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REMOVE THUMB 
SCREWS (3) 


REMOVE PLUG 
FROM EXHAUST 
EXTENSION 


REMOVE DUST f 
FROM ENGINE b 
ASSEMBLY 


REMOVE ELECTRIC 
.MOTOR POWER UNIT 


MEC 45 20-208-15/ 8.1 


Figure 8.1 Electric motor power unit, installed view Model BT400- 40-1, Serial No's BT4400866 and subsequent. 


Page 20, paragraph 25b.l is added as .follows: 
b.l. (BT400-40-1, Serial Numbers BT4400866 
and subsequent). An exhaust extension leading 
from the manifold has a sleeve inserted at the end. 
The exhaust pipe is inserted into the exhaust exten- 
sion sleeve. A flexible bellows and O-ring on the ex- 


haust pipe provide spring pressure O-ring seal for a 
gastight fitting between the exhaust pipe and the 
exhaust extension. 

Change the caption on figure 12 to read 
“Gasoline engine power unit controls Models 
BT400-40 and BT400-40-1..” 

Figure 12.1 is added as follows: 
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Figure 12.1. Gasoline engine power unit controls Model BT400-40-1, Serial No ’s BT4400866 and subsequent. 


Page 22. Change the caption on figure 14 to read BT400-40 and BT400-40-1.” 

“Starting gasoline engine power unit, Models Figure 14.1 is added as follows: 
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Figure 14.1 . Starting gasoline engine power unit , Model BT400-40-1, Serial No’s BT4400866 and subsequent. 


Page 23, paragraph 32d (2) is superseded as 
follows: 

(2) Set temperature selector valve to low posi- 
tion. 

Paragraph 34b(3) is superseded as fol- 
lows: 


(3) After warm air temperature has stabilized 
at heater outlet, rotate temperature selector valve 
knob (fig. 11) to desired discharge temperature. 

Page 32. Sheet 2 of figure 18 is superseded as 
follows: 


i 
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5E5E 


PAR REF 


TIME TOTALIZING METER DRIVE BELT (BT400-40). Check belt for 


wear and for tension. Replace belt if worn or stretched. 

7 EXHAUST PIPE. Check exhaust pipe for secure mounting and dents or 

other damage. Check . end where exhaust extension from engine is inserted 
for dents or crimps which may cause leaks. 


8 SPARK PLUG CABLE . Check cable for CORRECT position as 
illustrated to~keep cable nut from making contact with 
heater cover. 


JCORRECT 




... ,fT1& 

* JLn 


v 1 


NOTE 1. OPERATION . During operation observe any unusual noises or 
vibrations. 

NOTE 2. AFTER OPERATION. Clean exterior of all dirt and oil. 


MEC 4520-208-15/18 (?) 


Figure 1/1 (2)— Cont imiH. 
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Page 42. Change the caption on figure 24 to read BT400-40 and BT400-40-1 
“Gasoline engine power unit, exploded view, Models Figure 24.1 and key are added as 

follows: 




1. Left side engine mounting bracket 

2. Gasoline engine, Model 1A08-III 

3. Pipe nipple 

4 . Gasoline engine fuel filter 

5. Pipe elbow 

6. Pipe nipple 

7. Elbow, pipe to tube 

8. Quick disconnect coupling half 


9. Identification plate, power unit 

10. Front engine mounting bracket 

11. Blind rivet (4) 

12. Screw, cap, hex hd, No. 10-24 x 1 in. (3) 

13. Washer, lock, No. 10 (3) 

14. Tapered bushing 

15. Drive coupling 

16. Bolt, machine, 5/16-24 x 5/8 in. (4) 
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17. Wither, lock, IT, 5/16 in. (4) 

18. Wither, flit, 6/16 in. (4) 

18. Exhaust pipe 

80. Deleted 

81. Deleted 
88. Deleted 

83. Deleted 

84. Deleted 

25. Right tide engine mounting brocket 

26. Deleted 

27. Deleted 


Fig si* 84.1. Gasoline engine power unit, exploded view. 

Page 43, paragraph 73 b (4). Add the following 
NOTE: Step 4 is not applicable to Model BT400-40- 
1, Serial numbers BT4400866 and subsequent. Pro- 
ceed to step 5. 

Paragraph 73d(4). Add the following 
NOTE: Step 4 is not applicable to Model BT400-40- 
1, Serial numbers BT4400866 and subsequent. Pro- 
ceed to step 5. 

Page 44, paragraph 77b(4.1) is added as fol- 
lows: 


28. Screw, cap, hex hd, 1/4-20 x 2-1/2 in. (5) 

29. Washer, lock, 1/4 in, (5) 

30. Screw, machine, No. 10-24 x 7/8 in. (2) 

31. Wather, flat, No. 10 (2) 

32. Gasket 

33. Deleted 

34. Nut, plain, hex, No. 10-24 (2) 

36. Key, woodruff 

36. Rope starter asaembly 

37. Washer, lock, 1/4 in. (6) 

38. Screw, cap, hex hd, 1/4-20 x 2-1/2 in, (6) 

39. O-ring 

Model BT400-40-1, Serial No’s BT4400866 and subsegment 

(4.1) Remove the two 10-24 nuts (36, fig. 25), 
four lock washers (39), four flat washers (38) and 
two 1/2-inch machine screws (35) holding the ex- 
haust pipe support to the angle bracket. Remove the 
mounting ring with attached fan and pulley from 
the heater. 

Page 45. Change the caption on figure 25 to read 
“Fan and mounting ring, exploded view, Models 
BT400-40 and BT400-40-1” 

Figure 25.1 and key are added as 


follows: 
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. Bushing, sleeve 

. Bushing, sleeve coupling 
. Screw, machine, No. 6-32 x 5/16 in. (4) 

4. Washer, lock, No. 6 (4) 

5. Retainer (2) 

6. Fan bearing support 

7. Resilient mount 

8. Screw, machine, No. 8-32 x 1 1/8 in. (2) 

9. Fan ring 

10. Fan guard (3) 

11. Screw, machine, 1/4*20 x 1/2 in. 

12. Washer, lock, 1/4 in. 

13. Thumb screw (3) 

14. Screw, cap, hex hd, 1/4-20 x 1/2 in. (3) (BT400-40) 

15. Washer, lock IT, 1/4 in. (3) (BT400-40) 

16. Fan shaft bearing 

17. Fan hub 

18. Vaneaxial fan 

19. Air straightening vane 


Figure 25*1 . Fan and mounting ring, exploded view. 


20. Washer, lock, IT, 1/4 in. (3) 

21. Screw, cap, hex hd, 1/4-20 x 1/2 in. (3) 

22. Nut, self-locking, hex No. 8-32 (2) 

23. Washer, lock, No. 8 (2) 

24. Screw, cap, hex hd, 5/16-18 x 1 in. (4) 

25. Washer, lock, 5/16 in. (4) 

26. Screw, machine, No. 8-32 x 1/2 in. (2) 

27. Screw, machine, 1/4-20 x 1-1/2 in. (2) 

28. Washer, flat 1/4 in. (2) 

29. V-belt, drive 

30. Coupling half 

31. Nut, plain, hex, 1/4-20 (2) 

32. Washer, lock IT, 1/4 in. (2) 

33. Angle bracket 

34. Exhaust pipe support 

35. Screw, cap, hex, 10-24 x 1/2 in. (2) 

36. Nut, hex, 10-24 (4) 

37. Screw, cap, hex, 10-24 x 1 in. (2) 

38. Washer, Hat, 10-24 (8) 

39. Washer, Hat, 10-24 (8) 

Model BT400-40-1, Serial No’s BT4400866 and subsequent. 
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EXHAUST 

PIPE 


\ rn :i 

REMOVE 
SCREW (3 ) 


BRACKET 


REMOVE 
.SCREWS (2) 

r v 


MOUNT 

RING 


MAGNETO 


MEC 4520-208-15/26.1 


Figure 26.1. Fan mounting ring removal points. Model BT400-40-1 , Serial No’s BT4400866 and subsquent . 

Page 47. Figure 27.1 is added as follows: 
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Page 46. Figure 26.1 is added as follows: 
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Figure 27.1. Fan mounting ring, removal points, Model BT400^40-1. Serial No*s BT4400866 and subsequent. 


Page 47, paragraph lie. (8.1) is added as fol- 
ows: 

(8.1) (BT400-40-1, Serial No’s BT4400866 and 
subsequent. Attach exhaust pipe support (34, fig. 
25.1) to angle bracket (33), using two screws (35) 
.washers (38), washers (39) and nuts (36). 

Paragraph 77 f. Step is added after 
step (6) as follows: 

(7) heater Model BT400-40-1. Serial No’s 
4400866 and subsequent. 

Page 48, paragraph 78.1 is added as follows: 
78.1 General (BT400-40-1, applicable to all models.) 

a. Exhaust gases from both the heater com- 
bustion chamber and the gasoline engine are car- 
ried by the exhaust stack away from the heater and 
into the atmosphere. 

b. Exhaust gases from the heater flame pass 
from the combustion chamber through the heat ex- 


changer and into the atmosphere through the ex- 
haust stack. 

c. Gases from the gasoline engine exhaust man- 
ifold muffler are carried by an exhaust pipe through 
an exhaust extension and into the atmosphere 
through the exhaust stack. 

Page 48, paragraph 79.a.l is added as follows: 

a.l. General. (BT400-40, Serial No’s BT4400866 
and subsequent.) 

(1) When the gasoline engine is mounted on 
the heater, the engine exhaust pipe joins to exhaust 
extension pipe (25, fig. 49.1 > forming a gastight fit- 
ting. 

(2) The extension pipe passes through a 
flange in the bulkhead and is attached to the ex- 
haust stack. A metal shield (fig. 28.D surrounds the 
exhaust extension to protect personnel from acci- 
dental burns. 
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Page 48, paragraph 79.b.l is added as follows: 
6.1. Removal . (BT400-40-1, Serial No’s 
BT4400866 and subsequent.) 


WARNING | 

To avoid burns, allow heater and 
power unit to cool off before at- 
tempting to remove any part of ex- 
haust system. 

(1) Remove the power unit from the heater 
using the procedure given in paragraph 12. 

CAUTION 

When handling the gasoline engine, 
do not lift by the attached exhaust 
pipe, 

(2) Remove two screws (30, fig. 24.1), flat- 
washers (31), and nuts (34), allowing exhaust pipe 
(19) and gasket (32) to be removed from engine. 

(3) Refer to figure 28.1 and remove brass 
sleeve from exhaust extension by tapping around 
inner shoulder of sleeve with rawhide mallet or 
other soft hammer. 

NOTE 

If, due to damage, sleeve and extension pipe are to 
be replaced, the sleeve end of the extension pipe can 
be removed with a hacksaw. 

(4) Remove three screw, nuts, flatwashers and 
lockwashers securing publications case to heater. 
Remove cas£. 

(5) Remove engine cabinet assembly using 
the procedure given in paragraph 70 d. 

(6) Remove two screws, lockwashers and nuts 
securing exhaust shield to bulkhead, also one screw 
and two flatwashers vsecuring exhaust shield to ex- 
haust stack. Remove exhaust shield. 

(7) Remove two screws, lockwashers and nuts 
securing exhaust pipe extension to exhaust stack. 

(8) Remove two -screws, lockwashers, flat- 
washers and nuts securing extension pipe support 
bracket to fan ring. Slide support bracket assembly 
off end of extension pipe. 


(9) Remove the two screws, lockwashers, flat- 
washers and nuts securing the extension pipe pas- 
sage flange to the heater bulkhead. Slide flange off 
end of extension pipe. 

(10) Remove the exhaust pipe extension and 
stack gasket. 

Page 48, paragraph 79d.l is added as follows: 

d.l. Installation. (BT400-40-1, Serial No’s 
BT4400866 and subsequent.) 

(1) Position the exhaust extension pipe on the 
exhaust stack (fig. 28.1) with pipe extending 
through the hole in the bulkhead. Loosely install 
two cap screws, flatwashers and nuts to hold pipe in 
place on stack. Do not tighten hardware until all 
supporting peices are in place and aligned. 

(2) Slide flange onto extension pipe. Do not 
affix to bulkhead until step (4). 

(3) Slide support bracket assembly onto exten- 
sion pipe. Do not attach to fan ring until step (4). 

(4) Secure flange to bulkhead with two 
screws, lockwashers and two nuts. Secure pipe-to- 
stack hardware installed in step (1). Secure support 
bracket assembly to fan ring with two screws, flat- 
washers and four nuts. 

(5) Using a rawhide mallet or other soft ham- 
mer, carefully drive brass sleeve onto end of exten- 
sion pipe. 

(6) Position exhaust shield over extension 
pipe between bulkhead and exhaust stack. Secure- 
exhaust shield to exhaust stack with one screw and 
two flatwashers. Secure exhaust shield to bulkhead 
with two screws, two washers and two nuts. 

(7) Install publications case on heater and se- 
cure with three screws, flatwashers, lockwashers 
and nuts. 

(8) Refer to figure 24.1 and install gasket (32) 
and exhaust pipe (19) on gasoline engine power 
unit. Secure exhaust pipe to engine with two screws 
(30), flatwashers (31), and nuts (34). 

(9) Refer to paragraph 12 and install power 
unit on heater. 

Page 48. Change the caption on figure 28 to 
read: “Exhaust system, removal points, Models 
BT400-40 and BT400-40-1 ” 

Figure 28.1 is added as follows: 


13 



TM 5-4520-208-15 
C7 



exhaust 
STACK v 


SHIELD 


REMOVE 
SCREWS (2) 


PUBLICATIONS 

CASE 


REMOVE 
SCREWS ( 2 ) 


•REMOVE 
SCREWS (2) 


REMOVE 

■SLEEVE 


Figure 28.1. Exhaust System , removal points Model BT400’401 f Serial No's BT440Q866 and subsequent . 


Page 62, paragraph 93a.l is added as follows: 
a.l General. (BT400-40-1, Serial No’s 
BT4400866 and subsequent). Fuel from the tank 
passes through an automotive type filter before en- 
tering the fuel pump. The filter on Model BT400-40- 
1 heater, Serial numbers BT4400866 and sub- 
sequent, contains a 62-micron metal-edge element 
which must be removed and cleaned at periodic in- 
tervals. 

Paragraph 93b. 1 is added as follows: 


6.1 Servicing. (BT400-40- 1, Serial No’ s 
BT4400866 and subsequent.) 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Loosen knurled nut (3, fig. 38. D and rotate 
retaining bail (2). 

(3) Remove metai bowl (6) from top casting 

(1). 

(4) Remove gasket 14). Check for damage or 
deterioration. Replace if required. 
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CAUTION 

The filter element consists of metal 

disks stacked on a threaded stem. 

When removing the element, take 

care to ensure that the disks do not 

fall off the stem. 

(5) Unscrew filter element (5) from top cast- 
ing (1). Screw an 8-36 nut on the filter element 
stem, hand tight, to hold disks on stem during 
cleaning. 

(6) Clean filter element in a suitable solvent 
and dry with compressed air. Replace the entire fil- 
ter element if defective. 

(7) Install gasket (4) in top casting (1). 

(8) Remove retaining nut and screw element 
(5) into top casting (1). Use no tools, but tighten the 
filter element as securely as possible by hand. 

(9) Install bowl to top casting and secure with 
retaining bail and knurled nut. 

(10) Install power unit (para. T2). 

Page 63 . Figure 38.1 and key are added as fol- 
lows: 





1. Tope &£ ting 

2. Retaining Bail 

3. Star Nut 


4. Headgasket 

5. Filter Element 

6. Metal Bowl 


Fi#*r* 3B.1 Heater fuel filter, exploded view. Model 
BT400-4Q-1, Serial No’* BT4400S66 and eubeeqment . 
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Page 94 . Change the caption of figure 49 to exploded view, Models BT400-40 and BT400-40-1. 
read: “Casing, bulkheads and power unit support, Figure 49.1 and key are added as 

follows: 



MEC 4520-208-1 5/49.1 


16 


C»»0 82i-t0B-1 




TM M8M-S0S-15 

C7 




1. Carriage bolt (2) (BT4Q0-40-1) 

2. Removable bar. right hand (BT400-40-1) 

3. Support bracket (2) (BT400-40-1) 

4. Support stop, right hand (BT400-40*!) 

5. Top door support, right side (BT4OO-40-1) 

6. Screw, machine, No. 10-24 x 3/8 in. (13 rqr on BT400-40, 
17 rqr on BT400-40-1) 

7. Washer, lock, IT, No. 10(15 rqr on BT400-40, 19 rqr on 
BT400-40-1) 

8. Nut, plain, hex, No. 10-24 (13 rqr on BT400-40, 17 rqr 
on BT400-40-1) 

9. Hinge support bracket (BT400-40-1 1 

10. Top door support, left side (BT400-40-1) 

11. Nut, plain, hex (2) (BT400-40-1) 

12. Bar assembly, left hand (BT400-40-1) 

13. Fiber washers (2) (BT400-40-1) 

14. Support stop, left hand (BT400-40-1) 

15. Removable oar, left hand (BT400-40-1) 

16. Upper bulkhead 

17. Exhaust shield 

18. Identification plate (BT400-40) 

19. Rivet, blind, 1/8 x 3/16 in. (12) 

20. Identification plate (BT400-40*!) 

21. Pin, tapered, plain (2) 

22. Bracket, Angle (BT400-40) 

23. Support, exhaust pipe (BT400-40) 

24. Gasket, exhaust pipe (BT400-40) 

25. Exhaust pipe extension 

26. Chain (2) 

27. Master instruction plate 

28. Adapter outlet cover 

29. Casing 

30. Bolt, machine, hex hd, 5/16-18 x 1/2 in. <10* 

31. Washer, lock, IT, 5/16 in. (10) 

32. Washer, flat, 5/16 in. <4> 

33. Washer, special (4) 

34. Lower bulkhead 

35. Nut, plain, hex, 1/4-20 (3) 

36. Washer, lock, 1/4 in. (3) 

37. Publications case 

38. Washer, lock, 1/4 in. (3) 

39. Screw, cap, hex hd, 1/4*20 x 3/4 in. (3) 


40. Skid cover 

41. Left side panel 

42. Washer, lock, IT, 1/4 in. (16 rqr on BT400-40, 19 rqr 
on BT400-40-1) 

43. Screw, cap, hex hd. 1/4-20 x 1/2 (16 rqr on BT400-40, 
19 rqr on BT400-40-1) 

44. Identification plate (BT400-40-1) 

46. Rivet (4) (BT400-40-1) 

46. Latch (2) 

47. Rivet, tubular (4) 

48. Power unit support 

49. Nut, self-locking, hex, No. 10-24 (8) 

60. Right side panel 

51. Grommet, rubber 

52. Identification plate 

53. Rivet (4) 

54. Thumb screw (2) 

55. Screw, machine, No. 10-24 x 1-5/8 in. (8) 

56. Resilient mount (2 rqr) 

57. Nut, 10*24 (4 rqr) 

58. Capillary tube shield 

59. Rivet, tubular 

60. Washer, flat. No. 8 

61. Exhaust stack cover- 

62. Gasket 

63. Exhaust stack 

64. Washer, flat, No. 8 (12) 

65. Screw, Machine, No. 8-32 x 3/4 in. (12) 

66. Exhaust pipe, w/out screen 

67. Exhaust pipe, w/screen 

68. Fuel system diagram instruction plate 

69. Screw, cap, hex head 10-24 x 1/2 in. (2) 

70. Screw, cap, hex head 10*24 x 1 in. (2) 

71. Washer, No. 10 flat (8) 

72. Exhaust flange 

73. Screw, machine, No. 8-32 x 3/8 in. (4) (BT400-40-1) 

74. Washer, lock, IT, No. 8 (4) (BT400-40-1) 

75. Nut, plain, hex, No. 8-32 (4) (BT400-40-1) 

76. Bar assembly, right hand (BT400-40-1) 

77. Washer, No. 10, internal tooth (8) 

78. Sleeve, exhaust pipe 


Figure 49,1. Casing, bmlkkewS* end power omit ampport. exploded view, 

Model BT4W-40A, Seriol Nee. BT4d«mm a*dau&*e£ue*i. 

Page 96. Change the caption of figure 50 to and BT400-40-1.” 
read: “Fuel pump, exploded view, Models BT400-40 Figure 50.1 and key is added at follows: 
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1. End plug 

2. Washer, nonmetallic (gasket) 

3. Spring seat 

4. Helical compression spring 

5. Piston 

6. Pipe plug, 1/4 NPT 

7. Pump body 

8. Deleted 

9. Deleted 

10. Deleted 

11. Spring washer 

12. Deleted 

13. Deleted 


14. Deleted 

15. Bearing-shaft-and-seal assembly 

16. Screw, machine, No. 10-32 x 1/2 in. (3) 

17. Washer, lock, IT No. 10 (3) 

18. Deleted 

19. Deleted 

20. Packing, preformed 

21. Piston sleeve 

22. Retainer sleeve 

23. End plug 

24. Washer, nonmetallic (gasket) 
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25. Packing, preformed 

26. Deleted 

27. Drive key 

28. Deleted 

29. Deleted 

30. Deleted 

31. Strainer 

32. Screw, machine, No. 10-32 x 1-5/8 in. (5) 

33. Gasket 


34. Pump cover 

35. Screw, cap, hex hd, 1/4-20 x 1-1/8 in. (8) 

36. Deleted 

37. End cap nut 

38. Gasket 

39. Adjusting screw 

40. Plate assembly, end, with crescent, gears, ring and key 

41. Port housing 

42. Gasket 


Figure 50.1, Fuel pump , exploded view, Model* BT400-40-1, Serial No’* BT4400866 and eubiequent. 


Page 97, paragraph 155b.l is added as follows: 
h.l . Disassembly. (BT400-40-1, Serial No’s 
BT4400866 and subsequent.) 

(1) Remove eight screws (35, fig. 50.1) secu- 
ring pump cover (34) to fuel pump (7) and remove 
pump cover, gasket (33) and strainer (31). 

(2) Remove five screws (32) and remove rotor 
assembly (40). 

(3) Remove drive key (27), roller and rotor 
from rotor housing. Examine parts and discard if 
defective. 

(4) Remove port housing (41) and gasket (42). 

(5) Remove three screws (16) and lockwashers 
(17) securing bearing-shaft- and- seal assembly (15) 
to pump body. Evenly pry bearing-shaft-and-seal as- 
sembly from pump body. 

NOTE 

Do not disassemble bearing-shaft-and-seal assem- 
bly. If faulty, replace the entire item (15) assembly. 

(6) Remove end plug (1), washer (2), spring 

seat (3) and spring (4) from pump body. 

(7) Remove end cap nut (37) ana gasket (38) 

from adjusting screw end plug (1), and remove ad- 
justing screw (39). 

(8) Remove nozzle end plug (23), piston sleeve 
washer (22) and gasket (24) from pump body. 

(9) Press the piston (5) and piston sleeve (21) 
out through the nozzle port end of the pump body. 
Remove and discard packing (25). 

(10) Remove pipe plugs (6). 

Page 97, paragraph 155d.l is added as follows: 
d.1 . Assembly and installation. (BT400-40-1, 
Serial No’s BT4400866 and subsequent.) 


(1) Install pipe plugs (6, fig. 50.1) in pump 
body (7). 

(2) Install gasket (2) and adjusting screw end 
plug (1) in the pump body. 

(3) Install new packing (25) on piston sleeve 
(21), coat the piston sleeve with MIL-L-2104A oil, 
and insert piston sleeve in pump body until sleeve 
contacts adjusting screw in end plug. 

(4) Remove adjusting screw and end plug (1). 
Install the piston (5), piston spring (4), spring seat 
(3), gasket (2), and install adjusting screw end plug 
to secure parts. 

(5) Position the piston sleeve washer (22) on 
the piston sleeve (21) and gasket (24) on nozzle end 
plug (23) and install end plug in pump body. 

(6) Bottom adjusting screw, then turn out six 
full turns. 

(7) Install gasket (42) on port housing (41) 
and position housing on pump body. Locate port 
housing to align mounting holes in housing with 
holes in pump body. 

(8) Reassemble rotor in housing (40) and in- 
stall drive key (27). 

(9) Install rotor housing (40) and port housing 
(41) on pump body (7) using one screw. Install re- 
maining four screws (31), leaving all five screws 
only hand tight. 

(10) Install washer (43) in pump body, 

(11) Coat packing (20) with MIL-G-10924 lu- 
bricant and install bearing- shaft-and-seal assem- 
bly in pump body while observing the following: 

(a) Rotate shaft to ensure that drive key 
(27) engages slot in shaft. 

(b) Ensure that bearing-shaft-and-seal as- 
sembly enters pump body evenly to prevent damage 
to packing (20) as it passes by bearing recess 
shoulder. 
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(12) Secure bearing -shaft-and- seal assembly 
using three screws (16) and washers (17), tight- 
ening each screw alternately, a little at a time, until 
all three screws are evenly torqued to 40 to 50 inch 
pounds. 

NOTE 

An electric drill can be connected to the pump shaft 
by flexible coupling to obtain shaft rotation as re- 
quired in step 13. 

(13) While the pump shaft is rotating, tighten 
each of the five screws (32) in a star pattern, a little 
each time, until all five are evenly torqued to 40 to 

50 inch pounds and the pump shaft rotates freely. 

(14) Position strainer (31), gasket (33) and 

pump cover (34) on the pump body (7), and secure 
with eight screws (35), torqued to 84 to 96 inch 
pounds. 


(15) Install and adjust fuel pump (para 90). 
Page 100, paragraph 159 b(l) is superseded as 
follows: 

(1) Remove four screws (1, fig. 52 or 52.1) and 
lockwashers (2) and remove end cap (3) and gasket 
(4) from housing (34). Remove cable outlet (29) 
from end cap. 

Paragraph 159d(l) is superseded as 

follows: 

(1) Position the coil (25, fig. 52 or 52.1) in the 
housing (34) and secure with two setscrews (23). In- 
sert ball bearing (35) in housing and secure with re- 
taining ring (36). 

Page 101 . Change the caption of figure 52 to 
read: “Magneto, exploded view, Models BT400-4Q 
and BT400-40-1.” 

Figure 52.1 and key are added as 

follows: 
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1. Screw, assembled, machine, No. 10-24 x 5/8 in. (4) 

2. Washer, lock, IT, No. 10 (4) 

3. End cap 

4. Gasket 

5. Screw, machine, No. 6-32 x 5/16 in. 

6. Washer, lock, No. 6 (2) 

7. Capacitor, fixed 

8. Screw, machine, No. 8-32 x 3/8 in. 

9. Washer, lock, No. 8 

10. Washer, flat, No. 8 

11. Cam wick, and holder 

12. Screw, machine, No. 6-32 x 3/8 in. 

13. Washer, flat, No. 6 

14. Screw, machine, No. 6-32 x 3/8 in. 

15. Rotor bearing support 

16. Screw, machine, No. 6-32 x 5716 in. 

17. Hood 

18. Screen 

19. Outer flat washer 

Figure 52.1. 


20. Magneto packing 

21. Inner flat washer 

22. Retaining clip 

23. Setscrew, 1/4-20 x 3/4 in. (3) 

24. Electrical contact 

25. Magneto coil 

26. Cork bearing oil seal 

27. Magneto rotor 

28. Sleeve bearing 

29. Cable outlet 

30. Retaining ring 

31. Breaker arm 

32. Screw, machine, No. 8-32 x 3/8 in. (4) 

33. Stationary support bracket 

34. Housing 

35. Ball bearing, annular 

36. Retaining ring 


subsequent. 


Magneto , exploded view, Model BT400-40-1, Serial No’s BT4400866 and 


By Order of the Secretary of the Army: 


Official: 


BERNARD W. ROGERS 
General , United States Army 
Chief of Staff 


J. C. PENNINGTON 
Brigadier General, United States Army 
The Adjutant General 


Distribution: 

To be distributed in accordance with DA Form 12-25C, Operator maintenance requirements for Heaters, 
Space: 400,000 BTU. 
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CHANGE 
No. 8 


HEADQUARTERS 
DEPARTMENT OF THE ARMY 
WASHINGTON, D.C., 29 June 1983 


Operator, Organizational, Direct and General 
Support and Depot Maintenance Manual 


HEATER, DUCT-TYPE, PORTABLE, 400,000 BTU/HR; GASOLINE ENGINE 
AND ELECTRIC MOTOR-DRIVEN BLOWERS; W/6 AND 12-INCH DUCTS; 
AUTOMATIC TEMPERATURE CONTROL; TRAILER MOUNTED 
(AMERICAN AIR FILTER CO., INC. MODEL BT400-40) 

NSN 4520-00-792-8257 (MODEL BT400-40-1) 

NSN 4520-00-915-7789 (MODEL BT400-40-1A) 

NSN 4520-00-223-3221 


TM 5-4520-208-15, 20 March 1967, is changed as 
follows: 

Cover Page. On the inside of the Cover Page, add 
the following warning: 

WARNING 

CARBON MONOXIDE 
Gasoline engine driven heaters should not be used 
for heating personnel areas, such as hospital 
wards, living quarters, etc. The period of continu- 
ous exposure for personnel in these areas will gen- 
erally exceed eight (8) hours, and adequate fresh 
air supply may be limited or carbon monoxide con- 
taminated. 

These heaters may be used to heat warehouses and 
for maintenance shop applications, if the person- 
nel exposure is limited to not more than eight 
hours and ventilation is adequate. 

Page 9. Under Title “Installation and Operating 
Instructions”, add the following warning: 

WARNING 

CARBON MONOXIDE 
Gasoline engine driven heaters should not be used 
for heating personnel areas, such as hospital 
wards, living quarters, etc. The period of continu- 
ous exposure for personnel in these areas will gen- 
erally exceed eight (8) hours, and adequate fresh 
air supply may be limited or carbon monoxidfe con- 
taminated. 

These heaters may be used to heat warehouses and 
for maintenance shop applications, if the person- 
nel exposure is limited to not more than eight 
hours and vetitilation is adequate. 


Page 20. Add modified illustration “Figure 12.” 



Page 20, paragraph 22. After paragraph 22, add 
paragraph 22.1as follows: 

22.1. Winterization Air Control Lever (Fig. 
12>. See TM 5-2805-256-14 for operation. 

Page 22, paragraph 32b(l). Add the following sen- 
tence after “power unit.” 

See TM 5-2805-256-14 for operation of Winter- 
ization Air Control (Fig. 12). 
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Page 23, paragraph 32d(2). Add the following cau- 
tion after (2): 


CAUTION 


On Model BT400-40 Heaters, frequent observation 
of fuel level is necessary to prevent fuel pump 
failure due to continuation of Heater, Electric 
Motor operation after fuel supply is exhausted. 

Page 24, paragraph 35a(l). Add the following cau- 
tion after (1): 

I CAUTION * 

On Model BT400-40 Heaters, frequent observation 
of fuel level is necessary to prevent fuel pump 
failure due to continuation of Heater, Electric 
Motor operation after fuel supply is exhausted. 

Page 24, paragraph 35a(4 ). Add the following sen- 
tence after “heater controls.’ ’ 


See TM5-2805-256-14 for operation of Winter 
ization Air Control (Fig. 12). 

Page 26, paragraph 36e. Add the followini 
sentence after “frequent intervals.” 

Utilization of Funnel with a strainer will affori 
the necessary protection to prevent fuel contami 
nation during refueling operations. 

Page 48, paragraph 78a and b. Change the secon 
word in each of the paragraphs from “gages” t 
“gases”. 

Page 57, Figure 34. Change item 26 to the follov 
ing: 

Control Valves and Block (fig 51) 

Page 114, Figure 54. Add Item 10. Fire e: 
tinguisher. Change items 10 thru 14 to items 3 
thru 15. 


By Order of the Secretary of the Army: 


Official: 


ROBERT M. JOYCE 
Major General, United States Arm > 
The Adjutant General 


E.C. MEYER 

General, United States Army 

Chief of Staff 


DISTRIBUTION: 

To be distributed in accordance with DA Form 12-25C, Operator Maintenance requirements for Heate! 
Space: 400,000 BTU. 
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Technical Manual 
No. 5-4520-208-15 


HEADQUARTERS 
DEPARTMENT OF THE ARMY 
Washington, D. C., 20 March 1967 


Operator, Organizational, Direct and General 
Support and Depot Maintenance Manual 

For 


HEATER, DUCT TYPE, PORTABLE 
400,000 BTU/HR 

MODELS BT400— 40 AND BT400-40-1 
FSN 4520-792-8257 AND FSN 4520-930-9474 
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CHAPTER 1 
INTRODUCTION 


Section I. GENERAL 


1. Scope 

a. These instructions are published for the 
usd of personnel to whom the American Air 
Filter Model BT400-40 and BT400-40-1 
Heaters (figs. 1 and 2) are issued. Chapters 
1 through 4 provide information on the opera- 
tion, preventive maintenance services, and or- 
ganizational maintenance of the equipment, 
accessories, components, amid attachments. 
Chapters 5, 6, and 7, provide information for 
direct support, general support, and depot 
maintenance. Also included are descriptions of 
main units and their functions in relationship 
to other components. 

b. Appendix I contains a list of publications 
applicable! to this manual. Appendix II con- 
tains the Maintenance Allocation Chart. Ap- 
pendix III contains the list of Basic Issue 
Items authorized the operator of this equip- 
ment. The Organizational, Direct and General 
Support, and Depot Maintenance Repair Parts 
and Special Tools are listed in TM 5-4520- 
208-25P. 

c. Numbers in parentheses on illustrations 
indicate quantity.. Numbers preceding nomen- 


clature callouts on illustrations indicate the 
preferred maintenance sequence. 

d. The front of the heater is the! basket 
end. The rear of the heater is the outlet end. 
Left and right are defined as facing the outlet 
end of the heater. 

e. The direct reporting of errors, omissions, 
and recommendations for improving this man- 
ual is authorized and encouraged. DA Form 
2028 (Recommended Changes to DA Publica- 
tions) will be used for reporting these im- 
provements. This form will be completed using 1 
pencil, pen, or typewriter and forwarded direct 
to the Commanding General, U. S. Army 
Mobility Equipment Command, ATTN : 
AMSME-MPD, 4300 Goodfellow Blvd., St. 
Louis, Mo. 63120 

f. Report all equipment improvement rec- 
ommendations. as prescribed by TM 38-750. 

2. Record and Report Forms 

For record and report forms applicable to 
the operator, crew, and organizational main- 
tenance, refer to TM 38-750. 

Note. Applicable forms shall he kept in a canvas 
case mounted on the equipment. 


1 



BASKET 


|6 INCH AIRH0S6 


TRAILER 


SHIPPING DIMENSIONS 

LENGTH 79 1/2 INCHES 

WIDTH 38 3/4 INCHES 

HEIGHT 30 3/4 INCHES 

WEIGHT 790 POUNDS 


MEC 4520-208*15/1 


Figure 1, Heater, three-quarter left front view. 
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DUCT ADAPTER 



MEC 4520-208-15/2 

Figure 2. Heater, three quarter right rear view. 


Section II. DESCRIPTION AND DATA 


3. Description 

a. General. The heater, (fig. 1), is a fully 
inclosed, portable, trailer mounted unit, 
intended primarily for usd in ground heating 


aircraft engines and fuselages, and secondarily, 
for use in ground heating maintenance shel- 
ters, portable hangers and other similar in- 
closures. 
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b. Power Units. The Model BT400-40 heat- 
er is supplied with two power units: one is 
a Military Standard gasoline engine, Model 
1A08-III; the other a 2-horsepower, 208-220 
volt, 60-cycle, 8-phase alternating current elec- 
tric motor. The Model BT40(M0-1 heater is 
supplied with only the Military Standard gas- 
oline engine, Model 1A08-III. Each power 
unit supplies all the air necessary for opera- 
tion of the heater. Air is drawn through the 
air inlet door (fig. 1), passes through and 
around the' heat exchanger, and is discharged 
through ducts mounted on the duct adapter 
assembly (fig. 2). Both power units have a 
coupling attached to the drive shaft. The drive 
coupling is connected to the driven Coupling 
by a flexible rubber sleeVe which mates the 
two. The driven coupling drives the heater 
fan and, through a pulley which is an 
integral part of the driven coupling, a V-belt. 
The belt drives the fuel pump mounted on 
the right side and the heater ignition magneto 
on the left side of the power unit. 

c. Fuel System. The fuel sy stein, figure 3, 
supplies gasoline to the heater and to the 


gasoline engine power unit when the engine 
is used to drive the heater. 

(1) Fuel tank. The 16-gallon fuel tank 
is suspended by straps in the base 
of the heater and is removable. Fuel 
is drawn from the tank through 
automotive-type filters and delivered 
to the gasoline engine power unit 
and the heater fuel pump. 

(2) Engine fuel system. Fuel from the 
tank is drawn through the filter by 
the engine fuel pump. The fuel 
passes through the engine fuel filter 
to the carburetor and is ignited by the 
engine. A quick-disconnect coupling 
is supplied on the fuel line at the 
engine fuel line at the engine fuel 
filter inlet line to facilitate removal 
of gasoline engine. 

(3) Heater fuel pump. The belt-driven 
heater fuel pump draws fuel through 
the filter and delivers fuel at a con- 
stant high pressure to the nozzle. The 
pump operates continuously when 
power unit is in operation. Unused 


HEATER HEATER 

FUEL FUEL 

FILTER PUMP 
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Figure 3. Fuel system, schematic diagram,. 
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fuel is bypassed at the pump or at the 
nozzle and returned to the fuel ta-wlr , 
The pump has three outlets. If the 
primary bypass line is closed by the 
fuel control valve, fuel flows to the 
nozzle, and also through, the second- 
ary bypass line to the fuel tank. 
When the fuel control valve is open, 
the pump cannot build up sufficient 
pressure to open the balanced pump 
valve. There is always flow through 
the! secondary bypass line as the fuel 
pump supplies fuel in excess of 
nozzle capacity. 

(4) Fuel control valve. Pushing the knob 
down closes the fuel control valve 
(fig. 11) and fuel flows to the nozzle. 
The fuel control valve also acts as an 
overheat valve. A heat sensing ele- 
ment is located in the heater dis- 
charge air stream. When the air tem- 
pefrature exceeds 330°F to 350°F the 
fuel control valve will open, lower- 
ing the pressure, and fuel will not 
flow to the nozzle. 

(5) Nozzle. The nozzle (fig. 35) is con- 
tained within the nozzle holder. On 
Model BT400-40 heatCrs the inlet 
and bypass fuel lines are an integral 
part of the nozzle! holder. Fuel 
flows through the nozzle and is 
atomized. As the fuel 'leaves the 
nozzle it is ignited by the igniter 
plug in the combustor. Fuel is also 
bypassed from the nozzle, through 
a check valve, to the temperature 
selector valve on the control panel. 
The check valve prevents a reverse 
flow of fuel to the nozzle. 

(6) Temperature selector valve. The tem- 
perature selector valve (fig. 11) al- 
lows the! operator to select the tem- 
perature of the discharge air. When 
the knob is turned, a pinion gear 
turns the temperature :indicator knob. 
The indicator knob pointer indicates 
the discharge air temperature selected, 
from 150°F to 280°F. Fuel flowing 
through the temperature selector valve 
is restricted to raise the pressure at 


the nozzle, forcing more fuel through 
the nozzle orifice and raising the 
temperature. As the temperature of 
the discharge air reaches the selected 
heat, the heat sensing element of the 
temperature selector valve will ope!n 
the restriction and bypass more fuel 
Pressure drops at the nozzle and 
heat output settles to the setting 
selected. 

d. Heat Exchanger. Fuel flowing from the 
nozzle is ignited in the combustor. The burn- 
ing fuel strikes a plate or target in the com- 
bustor and is diffused into the heat exchanger. 
Air from the fan enters holes in the side of 
the combustor in a manner that will ensure 
proper fuel-air mixture. From the combustor, 
the burning fuel flows through the heat ex- 
changer in a spiral path between the surfaces 
of the ventilating air tubes and is expelled 
through the exhaust opening at the top of 
the casing. Ventilating or heating air is forced 
through the parallel tubes and the space be- 
tween the heat exchanger shell and the casing. 
Heat is exchanged between the hot exhaust 
gases and the ventilating air. At the discharge 
end of the heat exchanger are the temperature 
sensing elements. The air control assembly 
consists of a baffle, a series of radial tubes, 
and an adjustable damper. Air traveling be- 
tween the! walls of the heat exchanger and 
the casing is directed radially inward behind 
the baffle where it is mixed with warmer air 
leaving the parallel tubes of the heat exchang- 
er. This mixing insures a more uniform tem- 
perature throughout the the discharge air 
stream. The shutter is controlled by a damper 
control which is locked by a handwheel 
mounted in a slot above 1 the discharge end of 
the heater. The damper is used to reduce the 
heat output, without reducing the air volume. 
Volume can be set between full and one-half 
of full volume. A duct adapter assembly is 
installed on the discharge end of the heater 
to connect the flexible air hose as shown in 
figure 9. 

e. Cabinet. The power unit end of the 
heater is inclosed in a cabinet (fig. 1) which 
affords protection against the elements and 
prevents damage! during storage or transit. 
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The cabinet on Model BT400-40 heaters is 
removable and retained by spring-loaded 
latches. On Model BT400-40-1 heatdrs, the 
cabinet is hinged and is provided with cab- 
inet supports. When the heater is in operation 
the air inlet door (fig. 1) of the cabinet must 
be open to allow air flow. The control box 
on the right of the heater has a hinged cover 
which opens to allow access to the controls. 
Access to the power unit and all other con- 
trols may be gained by removing the cabinet. 

/. Trailer. A two-wheeled trailer is provided 
to transport the heater when moving from 
worksite to worksite?. Duct holders (figs. 1 
and 2) hold the six-inch air hose when they 
are not in use. The 12-inch air hose and duct 
adapter are stored in the basket (fig. 1). An 
adjustable tow bar (fig. 1) serves as a support 
when the trailer is at rest. Several trailers can 
be towed in tandem by attaching the tow bar 
to the tow pin (fig. 2) of the preceding 
trailer. 

4. Identification 

а. General. The Model BT400-40 and 
B400— 40— 1 heaters have eight identification 
and instruction plates. The information con- 
tained on these plates is listed below: 

б. Heater (Model BT 100-40). 

(1) Corps of Engineer plate . Located on 
top of the exhaust pipe shield and 
contains the following information. 

(a) Nomenclature. 

(b) Stock number. 

(c) Serial number. 

(d) Manufacturer and model number. 

(e) Contract number and date manu- 
factured. 

(/) Dimensions, weight, and capacity. 

(g) Engine manufacturer, model, and 
serial number. 

(2) Manufacturer's identification plate. 
Located on the right side panel and 
contains the following information: 

(а) Nomenclature. 

(б) Part number and serial number. 

(c) Federal stock number and contract 
number. 

( d ) Rating. 


(3) Trailer identification plate. Located 
on the right side of the trailer and 
contains the following information: 

(a) Trailer type, stock number, and 
serial number. 

(b) Manufacturer's name and address. 

(c) Part number, contract number, and 
date manufactured. 

(d) Weight. 

(4) Electric motor identification plate. 
Located on the electric motor housing, 
and contains the followiing informa- 
tion: 

(a) Number of phases, voltage, and 
amperage. 

( b ) Type and frame. 

(c) Horsepower and frequency. 

(d) Revolutions per minute, code, and 
service factor. 

(e) Motor model number. 

c. Heater (Model BT 100-10-1). 

(1) TJ.S. Army identification plate. Lo- 
cated on the side of exhaust pipe 
shield and contains the following 
information: 

(а) Nomenclature. 

(б) Model and contract number. 

(c) Serial number and capacity. 

(d) Dimensions and weight. 

(e) Federal stock number and date 
manufactured. 

(/) Engine serial number. 

(g) Warranty information and manu- 
facturer. 

(2) Manufacturer's identification plate. 
Located on the left side panel • 
contains the information listed in para- 
graph 6(2) above. 

(3) Trailer identification plate. Located 
on the right side of the trailer frame 
and contains the following informa- 
tion. 

(a.) Manufacturer’s name! and address. 
(6) Trailer type, Federal stock number, 
and serial number. 

(c) Part number, contract number, and 
weight. 
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(4) Danger plate. Located on the left side 
panel and contains the following in- 
formation : 

DANGER: THIS UNIT UNSAFE 
IN FUEL VAPOR 
AREAS 

d. Identification Applicable to Both Models. 

(1) Instruction plate. Located on top of 
the casing, lists the operational steps 
to be observed by the operator. 

(2) Gasoline engine identification plate. 
Located on the engine flywheel hous- 
ing and contains the following infor- 
mation: 

(a) Nomenclature. 

(b) Number of cylinders and displace!- 
ment. 

(c) Stock number, serial number, and 
Military model number.. 

(d) Manual number. 

(e) Manufacturer, date manufactured, 
and purchase order number. 

(3) Schematic dia.gr am plate. Located on 
the casing forward of the! fan ring. 
Provides a schematic diagram of the 
heater fuel system. 

(4) Power package identification plate. 
Located on the power unit bracket and 
contains the following information: 

(а) Manufacturer’s name and addretes. 

(б) Class and Federal stock number. 

5. Difference in Models 

This manual covers the American Air Filter 
Models BT400-40 and BT400-40-1 heaters. 
The major differences between the models are 
the fuel system, cabinet, and housing. The com- 
bustor fuel lines in the BT400-40 are replaced 
with flexible’ hose in the BT400-40-1 heater. 
The BT400-40 heater has a disposable auto- 
motive type filter, whereas the BT400-40-1 
has a cleanable filter element. In Model BT400— 
40-1 heaters, the cabinet is hinged to the casing 
bulkhead and removal for operation of the 
heatdr is not required. In addition, the elec- 
tric motor power unit and time totalizing meter 
are rot furnished with the Model BT400-40-1 
heater. Where differences exist, each model is 
covered separately or coded as to application 


in the applicable maintenance section of this 
manual. 

6. Tabulated Data 

a. Data Applicable to Model BTU00-U0 
Heaters. 


(1) Heater. 

Nomenclature 

Stock number 

Serial numbers 


Manufacturer- 


Model number 

Contract numbers. 

Fuel 

Fuel consumption. 


Output- 


Discharge air temperature 
range. 


-Heater, Duct Type Portable 
-FSN 4520-792-8267 
.90943 through 91924, 

91032 through 91446, 
and 91694 through 
91748 

-American Air Filter Co., 
Inc., Defense Products 
Group 
..BT400-40 

. DA-11-184- AC-601 (T) 
DA-11-184-AMC-702 (T) 
.Gasoline 

. 3.825 gph (gallons per 
hour) at maximum out- 
put based on -65°F. 
(fahrenheit) ambient 
temperature, 280°F. 
discharge temperature 
.40,000 to 400,000 Btu/hr 
(British thermal units 
per hour) 

150 °F. to 280°F. 


(2) Electric Motor 

Manufacturer Doerr Electric Corp. 

Model number 66684ZA 

Operating voltage 208 to 220 

Cycles 60 

Phase 8 

Frame K66Y (NEMA 66) 

Type PF 

Current Alternating 

Horsepower 2 at 3460 rpm (revolutions 

per minute) 

Running current 6.0 amperes maximum 

Line current 45 amperes at -65 °F. 

(-54° C.) (centigrade) 

(3) Fuel filter. 

Manufacturer Delux Products Corp. 

Part number FF332 

Type Disposable 

(4) Tires. 

Size 6.00 x 9 

Ply 6 

Pressure 20 psi (pounds per square 

inch) 
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b . Data Applicable to Model BTU0Q-U0-1 
Heaters . 


(1) Heater . 


Nomenclature- 


Stock number 


Manufacturer 


Model number 

Contract number 


Fuel 

Fuel Consumption- 


Output 

Discharge air temperature 


—Heater, Duct Type, Port- 
able 

— FSN 4520-930-8474 
BT44 00001 and subsequent 

—American Air Filter Co., 
Inc., Defense Products 
Group 

..BT400-40-1 

~ D A-23-195-AMC- 
01008 (T) 

- Gasoline 

-.3.825 gph at maximum 
output based on -65 °F. 
ambient temperature, 

280 °F. discharge 
temperature 

.40,000 to 400,000 Btu/hr. 

150°F. to 280 °F. 


(2) Fuel Filter. 

Manufacturer Kiemm Automotive 

Products Co. 

Part number-. JR-82 Special 

Type Replaceable element 

Element part number CE-102 Special 

(3) Tires. 

Size 6.00x9 

Ply 

Pressure 20 ped 

c. Data Applicable- to Both Models. 

(1) Engine. 

« a j 6 r Military Standard Engine 

Model 1A08-III 

Cylinders _ __ 


Cooling Air Cooled 

Cycle 4 

Governed speed 3600 rpm 

Horsepower 1.60 at 8600 rpm 

Bore 2.250 in. (inch) 

Stroke 2 in. 

Displacement 8.0 cu. in. (cubic in) 

Ignition point setting 0.016 to 0.020 in. 

Fuel consumption 0.7 gph 

(2) Fuel pump. 

Manufacturer Sundstarand Machine Tool 

Company, Hydraulic 
Division 

Moded J6BC-312-2 

(3) Heater magneto. 

Manufacturer Fairbanks Morse Co. 

Model FMXE1B88B 

Point setting 0.016 to 0.018 in. 

Voltage generated 2600 volts at 2000 rpm 

(4) Igniter plug. 

Point setting 0.1250 to 0.1876 in. 

(5) Tubes.- 


-6.00 x 9 


(6) Fuel tank. 

Capacity- 16 gaL (gallon) 

(7) Dimensions and weight. 

Overall length 78 

Overall height ~39 

Overall width 40 i n . 

Weight lb (pounds) 

Shipping cubage 70 . 3 cu ft (cubic feet) 

(8) Fan data. 

Output 810 cfm at 1 in. W. G. at 

3600 rpm at -66° F. 
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CHAPTER 2 

INSTALLATION AND OPERATING INSTRUCTIONS 


Section I. SERVICE UPON RECEIPT OF EQUIPMENT 


7. Unloading Equipment 

a. General. The BT400-40 and BT400-40-1 
heaters may be received as towaway items or in 
wood shipping cratete. Instructions provided in 
this section will cover either mode of shipment. 

b. Uncrated Equipment. 

(1) The heater is shipped assembled (fig. 

4). On Model BT400-40 heaters the 


eletetric motor power unit is installed. 
The gasoline engine power unit is 
shipped packed in a separate card- 
board box. 

(2) The flexible air hose and the duct 
adapters are shipped packed in two 
separate cardboard boxes. 



Figure 4, Heater shipping details . 
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c. Crated Equipment. 

(1) The heater is shipped, partially dis- 
assembled, in a wood packing crate 
(fig. 5). 

(2) Remove all tiedowns and blocks semir- 
ing packing crate to carrier. 

(3) Use cable slings and hoist, or a fork- 
lift truck with a capacity of 1,000 
pounds to lift heater from the carrier. 


8. Unpacking New Equipment 

a. Uncrated Equipment. 

(1) Remove exhaust stack extensions 
which are shipped unmounted and 
located inside the cabinet above the 
power unit. 

(2) Open all cardboard boxes and check 
contents against packing list. 

b. Crated Equipment. 


Be careful when using crowbars, 
pinch bais, and hammers while uncrating the 
equipment to prevent damage to the heater. 


(1) Remove packing crate top (1, fig, 5) 
by cutting reinforcement bands (6) 
and remove nails. 

(2) Remove trailer frame (2) from pack- 
ing crate top. 

(3) Pry off ends and sides of packing 
crate. 


Caution: On Model BT400-40 
heaters be especially careful when 
removing cardboard boxes from pack- 
ing crate. Do not drop box containing 
electric motor power unit. 


( d ) 4 5 6 7 * * * 011 Model BT400-40 heaters, Elec- 
tric motor power unit. 

(8) Retain packing crate for reuse unless 
otherwise directed. 

9. Removal of protective Material and 

Devices 

ct. Location . 

(1) The doors on the cabinet, the engine 
exhaust extension, the air cleaner, 
and the exhaust plug are sealed with 
cloth tape. 

(2) On Model BT400-40 heaters, the vent 
on the electric motor is sealed with 
cloth tape. 

(3) Each of the cardboard boxes contain 
barrier bags. 

(4) Preservative oil has been added to the 
engine crankcase. 

(5) Anticorrosion compound has been add- 

ed to the fuel tank and fuel system. 
0 . Removal. 

(1) Remove' cloth tape from cabinet door, 
engine exhaust extension and exhaust 
tube plug, and the bottom of the air 
cleaner. 

(2) On Model BT400-40 heaters, remove 
cloth tape from vent on the bottom 
“ on t section of the electric motor. 

(3) Remove gasoline engine power unit 
from cardboard box and drain pre- 
servative oil from engine crankcase. 
Fill with the proper grade of oil as 

specified in the current lubrication 
order. 

(4) Fill fuel tank (para 10). 


(4) Remove wheels (8), basket (8) and 
cardboard boxes (7) from packing 
crate. 

(5) Remove tiedowns and blocks securing 
heater (5) to packing crate bottom. 

(6) Remove exhaust stack extensions 
which are shipped unmounted and 
located inside the cabinet. 

(7) Open the cardboard boxes and check 

to see that they contain the following: 

ill lr 12 ' i . nch air hose assemblies. 

(0) Three 6-inch air hose assemblies. 

(c) Duct adapter. 









1 ivi 1 1 


a. Tires. Inspect the tires for leaking 
valves, cuts, or improper inflation. 

b Trailer Frames and Cabinet. Inspect the 
trailer frame and cabinet for broken welds, 
dents, and loose or missing hardware. Inspect 
the cabinet to see that no damage has occurred 

• U , ri . ng , shipment ‘ Inspect to see that the air 
inlet door has not beep sprung or the door 

and hinges are not bent or tom from the 
fastening. 


c. Power Units. Inspect gasoline engine pow- 
er unit for exterior damage and loose or mass- 
ing parts. Set the stop switch lever to OFF 
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7 Cardboard box 

8 Basket 

MEC 4520-208-15/5 


Figure S. Heater packing details. 
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and turn the gasoline engine power unit over 
several times with the starter rope to see! 
whether the engine turns freely. On Model 
BT400-40 heaters, inspect electric motor pow- 
er unit for exterior damage and loose or missing 
hardware. Rotate the shaft of the electric 
motor powefr unit to see whether the rotor 
moves freely. See figure 6. 

d. Heater. Inspect the igniter plug for 
broken or cracked insulator. 

e. Fuel Tank. Inspect the fuel tank (fig. 2) 
for breaks or dents. 

/. Inspecting Used. Equipment. Special atten- 
tion must be given to indications of more than 
normal wear. Give particular attention to tube 
assemblies for damage and leaks. Check all 
controls and gages for proper connections. Note 
any damage 1 and report to direct support main- 
tenance. 

g. Servicing Used Equipment. Service the 
engine fuel filter (para 48) and start the heater 
and check all controls and gages for proper 
operation. 

h. Correcting or Reporting Deficiencies. 
Correct all deficiencies noticed or report them 
to direct support maintenance. 


i. Perform the before-operation services 
(para 43). 

j. Perform the daily preventive maintenance 
service's (para 44). 

k. Lubricate the heater in accordance with 
the current lubrication order. 

Warning: When filling the fuel tank, do not 
smoke or use an open flame in the vicinity. 
Always provide a metal-to-metal contact 
between the container and the tank. This will 
prevent a spark from being generated as the 
gasoline flows over the metallic surfaces. 

L Pill the fuel tank with the proper grade of 
gasoline. 

1 1 . Installation of Separately Packed 
Components 

Note. If heater was received assembled (para 76.), 
omit steps a. through /. below. 

a. Springs, Axle, and Wheels. 

(1) Position wheel assembly (5, fig. 17) 
on hub (9) and secure by installing 
five ribbed shoulder bolts (1, fig. 44), 
lockwashers (10), and nuts (11). In- 
stall the other wheel in the same 
manner. 


STOP SWITCH 



MILITARY STANDARD 
ENGINE MODEL 1A08-IE 
GASOLINE ENGINE 
POWER UNIT 


ELECTRIC MOTOR 
POWER UNIT 


MEC 4520-208-15/6 
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Figure 6. Power units, mounting brackets. 
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(2) Secure spring 1 assembly (19) to axle 
assembly (15) by loosely installing 
two U-bolts (20), plaite (16), four 
loekwashers (17), and four nuts (18). 
Secure the other spring in the same 
manner. 

(3) Position two shackles (24) on rear of 
spring assembly (19) and secure by 
installing shackle bolt (26), slotted 
hex nut (21), and cottier pin (22). 
Install the remaining two shackles to 
the other spring in the same manner. 

(4) Place trailer frame (21, fig. 45) on 
blocks to provide an 18-inch clearance 
from the ground. 

(5) Position assembled axle, wheels, and 
springs under trailer frame and secure 
by installing four shackle bolts (26, 
fig. 44), slotted hex nuts (21), and 
cotter pins (22). Install lubrication 
fitting (25) in each shackle bolts (26). 

(6) Tighten two hex nuts (18) on each of 
the four U-bolts (20) installed in 
paragraph (2) above. 

b. Tow Bar and Lock Pins. 

(1) Install two chains connected to pins 
(13 and 18, fig. 45) on trailer frame 
(21) and secure with two screws (12) 
and loekwashers (11). 

(2) Position tow bar (22) on trailer frame 
and secure by installing screw (23) 
and nut (7). 

(3) Secure tow bar in desired position by 
installing pin (13). Remove blocking 

c. Heater Assembly (BT U00-U0) . Position 
tiie heater assembly on trailer frame (21), with 
the discharge end facing the rear, and secure by 
installing four straps (19) . 

d. Heater Assembly ( BTk00-k0-l ). Position 
the heater assembly on trailer frame with the 
discharge end facing the rear. Secure heater 
assembly to trailer frame using eight capscrew 
(21, fig. 39) and self-locking nuts (24), 

e. Duct Holders. Position duct holder (14, 
fig. 45) trailer frame (21) and secure by in- 
stalling screw (10), washer (9), and nut (8). 
Install the two remaining duct holders (14) in 
the same manner. 


/. Handle and Basket. 

(1) Assemble and position the three sec- 
tions of the trailer handle (3, 6, and 
26) on the front of trailer frame (21) . 

(2) Position snow shield (24) on trailer 
frame (21). 

(3) Secure snow shield and handle by in- 
stalling two screws (10), washers (9) 
and nuts (8). 

(4) Place basket (1) on handle! and secure 
by installing four U-bolts (2), lock- 
washers (5) and nuts (4). 

g. Flexible Air Hose. 

(1) Remove three 6-inch air hose from 
cardboard container and position on 
duct holders (fig. 2). 

(2) Remove two 12-inch air hose and duct 
adapter from cardboard container and 
place in basket (fig. 1). 

1 2. Equipment Conversion 

a. General. The BT400— 40 heater is equipped 
with two power units. Depending on the source 
of power, either the gasoline engine! power unit 
or the electric motor power unit can be used to 
drive the! heater. The electric motor power unit 
is also available on an as required basis for 
operation of the BT400-40-1 heater. The in- 
structions contained in the following para- 
graphs are applicable on both models. 

b. Gasoline Engine Power TJnit. 

(1) Removal 

(a) On Model BT400-40 heaters, re- 
move cabinet (fig. 1) by disengag- 
ing two latches. 

( b ) On Model BT40(M0-1 heaters, dis- 
engage cabinet latches and open 
cabinet (fig. 1). 

(c) Remove three thumb screws (fig. 
7) securing gasoline! engine power 
unit to resilient mounts. 

(d) Disconnect engine fuel line quick- 
disconnect coupling (fig. 7) at 
engine fuel filter. 

(e) Pull gasoline engine power unit 
back from heater to diselngage ex- 
haust pipe and flexible rubber 
sleeve from drive coupling at- 
tached to engine power unit crank- 
shaft. 
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Figure 7. Gasoline engine power unit, installed view. 


(/) Remove engine power unit, with 
attached mounting brackets, from 
heater. 

(2) Installation. 

(а) With cabinet removed or open, 
position gasoline engine power unit 
(fig. 7) on heater. Slide engine 
exhaust extension into exhaust pipe' 
and engage drive coupling with 
flexible rubber sleeve. Aline holes 
in mounting brackets with holes in 
resilient mounts. 

(б) Secure engine power unit in posi- 
tion with three thumb screws (fig. 
7). Tighten thumb screws finger 
tight. 


(c) Connect hose assembly to fitting on 
engine power unit fuel filter with 
quick-disconnect coupling (fig. 7). 

(d) On Model BT400— 40 heaters, in- 
stall cabinet to inclose power unit 
and secure cabinet with latches. 

(e) On Model BT400-40-1 heaters, close 
cabinet to inclose power unit and 
secure' cabinet with latches. 

c. Electric Motor Power Unit. 

(1) Removal. 

(a) Disconnect electric cable (fig. 8) 
from power source. 

(b) On Model BT400— 40 heaters, re- 
move cabinet (fig. 1) by disengag- 
ing two latches. 






TM 5-4520-208-15 

from engine hose assembly quick- 
disconneet coupling. 

(e) Remove three thumb screws (fig. 
8) securing the electric motor pow- 
er unit bracket to the reteiltent 
mounts. 


(c) On Model BT400-40-1 heaters, dis- 
engage cabinet latches and open 
cabinet (fig. 1). 

(d) Remove engine exhaust plug from 
exhaust extension and dust plug 


Figure 8. Electric motor power unit, installed view. 
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(/) Remove electric motor power unit 
(figr. 8), with attached bracket, 
from heater by disengaging drive 
coupling from flexible rubber 
sleeve. 

Caution: Do not damage electric 
cable when withdrawing cable 
through cable outlet in side panel. 

(2) Installation. 

(a) Insert electric cable (fig. 8) through 
cable outlet in side panel and pull 
excess cable through outlet. 

(b) Position electric motor power unit, 
with attached bracket, on heater. 
Engage drive coupling on electric 
motor power unit (fig. 8) with flex- 
ible rubber sleeve. Aline holes in 
bracket with holes in resilient 
mounts and secure power unit with 
three thumb screws. Tighten thumb 
screws finger tight. 

(c) Install engine exhaust plug in ex- 
haust extension and dust plug in 
engine hose assembly quick-dis- 
connect coupling. 

(d) On Model BT400-40 heaters, install 
cabinet to inclose power unit and 
secure with latches. 

(c) On Model BT400-40-1 heaters, close 
cabinet to inclose power unit and 
secure with latches. 


13. Installation and Setting-up Instructions 

a. Position the heater on firm ground with 
the tow bar (fig. 1) in the lowered position. If 
the heater tends to roll, chock the wheels to 
prevent movement. The air hose arrangement 
depends on nearness to the item to be heated. 

b. Remove discharge’ outlet cover. If the 12- 
inch air hose (2, fig. 9) is to be used, attach 
the 12-inch air hose directly on the 12-inch 
duct adapter assembly ( 1 ) . 

c. If the 6-inch air hose (5) are to be used, 
remove the discharge outlet cover and install 
the 6-inch duct adapter (4) on the 12-inch duct 
adapter assembly (3). Connect the 6-inch air 
hose (5) to the 6-inch duct adapter (4). 

d. All air hose can be interconnected by in- 
stalling the 12-inch air hose (6) on the 12- 
mch duct adapter assembly. Install the 6-dnch 
duct adapter (8) on the 12-inch air hose and 
attach the 6-inch air hose 1 (7) to the 6-inch 
duct adapter. 

e. If the heater is to be used for heating 
buildings, or similar inclosures, place the heat- 
er near the inclosure and run the air hose 
through a window or opening. For maximum 
pei f ormance of the heater, all unused space in 
this opening should be blocked with lumber, 
canvas, or some similar material. 

Warning : Do not operate heater in a build- 
ing. Inhalation of exhaust fumes will result 
in serious illness or death. 
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Figure 9. Heater air hose, installed view. 


Section II. MOVEMENT TO A NEW WORKSITE 



14. Dismantling for Movement 

a. Remove exhaust pipes (1, and 2, fig. 10) 
from exhaust stack (3). Install cover on ex- 
haust stack. 

b. Remove all air hose (fig. 9), compress 


and lock in position. Install discharge outlet 
cover on duct adapter assembly. 

c. Place 12-inch air hose (2, fig. 9), 6-inch 
duct adapteir (4) and the power unit not being 
used, in the basket (fig. 1). 
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Figure 10. Exhaust pipes, installed view . 


1 Exhaust pipe, with screen 

2 Exhaust pipe, without screen 

3 Exhaust stack 

4 Engine exhaust pipe 

5 Exhaust shield 

Figure 10 — Continued. 


d. Place a 6-inch air hose on each of the 
three duct holders (fig. 2). 

e. Place exhaust pipes (1 and 2, fig. 10) in 
cabinet. 

f. Install cabinet and close air inlet door. 

р. Raise and lock the tow bar (fig. 1) in the 
towing position, and tow to the new worksite. 
Several heaters may be towed in tandem by 
attaching their tow bars to the tow pin (fig. 
2) of the preceding heater. 

Caution: Maximum permissible towing speed 
is 20 mph over smooth paved surfaces and 10 
mph over rough terrain. 

1 5. Reinstallation After Movement to a 
New Worksite 

a. Uncouple all heaters if any were towed in 
tandem. 

b. Lower and lock the tow bar (fig. 1) in a 
vertical position. 

с. Install the duct or ducts suitable for the 
work to be performed (para 13). 


Section III. CONTROLS AND INSTRUMENTS 


6. General 

This section describes, locates, illustrates, and 
.urnishes the operator, crew, or organizational 
maintenance personnel sufficient information 
about the various controls and instruments for 
proper operation of the BT400-40 and BT400- 
40—1 portable heaters. 

1 7. Controls and Instruments 

The purpose of the controls and instruments 
and the normal and maximum readings of the 
instruments are illustrated in figure 11. 

1 8. Discharge Air Temperature Gage 

«. The discharge air temperature gage (fig. 
11) is located in the control box. 


b. The temperature gage is a dial-type instru- 
ment which indicates the actual temperature 1 of 
the discharge air in degrees Fahrenheit. 

c. A sensing element (fig. 13) mounted in 
the discharge air outlet regulates the temper- 
ature gage. 

19. Fuel Control Valve Knob 

a. The fuel control valve knob (fig. 11) is 
mounted in the control box. The fuel control 
valve turns the combustor off by passing fuel 
flow to the nozzle. Open the contorl box cover 
to gain access to the control. 

b. When the knob is depressed, fuel flows 
to the fuel nozzle. The fuel flow is stopped 
when the knob is pulled upward. Ldngth of 
travel of the plunger attached to the knob is 
approximately 1/8-inch. 
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20. Temperature Selector Indicator Knob 

a. The temperature selector indicator knob 
(fig. 11) is mounted on the control panel next 
to the temperature selector valve knob (fig. 
11).. Approximate range or temperature selec- 
tor valve knob is indicated by the pointer on 
the temperature selector indicator knob. When 
the temperature selector valve knob is rotated, 
a pinion on the shaft engages a pinion on the 
temperature selector indicator knob shaft and 
rotates the knob in direct relationship to the 
temperature selector valve knob. 


b. The heat range is from a low correspond- 
ing to a discharge air temperature of slightly 
below 150°F to a high corresponding to approx- 
imately 280°F. Each number represents 25°, 
with 150° being close to number “1” on the 
fuel control panel. 

21 . Temperature Selector Valve Knob 

a. The temperature selector valve knob (fig. 
ID is mounted in the center of the fuel control 
panel. 


Figure 11. Heater fuel controls. 


DISCHARGE AIR 
TEMPERATURE GAGE 
HIGH READING 280° F 
LOW READING 150° F 


IP 
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b. Turning the temperature selector valve 
knob clockwise! increases the discharge air tem- 
perature; turning it counterclockwise decreases 
the temperature. 

22. Choke Control 

a. The choke control lever (fig. 12) is lo- 
cated on the carburetor. It enables the operator 
to enrich the fuel mixture for cold weather 
starting. 

b. The control is an external lever which 
can be held in any desired position. When the 
lever is rotated fully counterclockwise the valve 
is closed and the gas mixture is enriched. 

23. Stop Switch Lever 

«. The stop switch lever (fig. 12) is mounted 
on the top of the flywheel housing. 

b. To stop the engine power unit, set switch 
lever to OFF position. 

24. Starting Rope 

a. The starting rope is furnished for the pur- 
pose of manually cranking the engine power 
mit. 

b. Engage the rope in the flywheel flange 
and pull rope to start the power unit (fig 
14). 

25. Fuel and Exhaust Controls 

a. The engine hose assembly leading from 
the fuel tank is a flexible hose' equipped with 
a quick-disconnect coupling (fig. 7 ). Push 
coupling away from fuel filter to disconnect 
hose assembly. 

An exhaust extension leading from the 
manifold has a flange near the end. The ex- 
haust extension is inserted into the exhaust 
pipe and the flange bears on a mating flange 
on the exhaust pipe under spring pressure to 
provide a gastight fitting. 

26. Fuel Gage 

a. The fuel gage is mounted beneath the 
heat exchanger on the right side of the base. 
The fhel tank cap is next to the gage. 

b. The fuel gage is a needle-indicating type, 
direct reading gage. Graduations on the gage 


indicate E (empty), 1/4, 1/2, 3/4, and F 
(full). 

27. Time Totalizing Meter (BT400-40) 

a. A time totalizing meter (fig. 8) is 
mounted above the magneto. A rubber belt 
(preformed packing) drives a pulley attached 
to the time totalizing meter shaft. The belt is 
driven by the magneto pulley. 

b. The time totalizing meter is direct read- 
ing and records the heater operating time in 
hours. 

28. Electric Motor Power Unit On-Off 
Switch 

a. An ON-OFF switch (fig. 8) controls op- 
eration of the electric motor power unit. The 
ON-OFF switch is mounted on the electric 
motor power unit junction box. 

b. The ON-OFF switch is a two-position, tog- 
gle type switch and is used to start and stop 
the motor. 


29. Damper Control 

a. The damper control (fig. 13) controls 
a rotating damper at the discharge end of the 



Figure 12. Gasoline engine power unit controls. 
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Figure IS. Heater discharge air controls. 

heater. The control handwheel is mounted on 
the top of the casing. 

b. The damper control, attached to the damp- 
er, is secured by the handwheel. To move the 
damper control, loosen the handwheel. 

c. Moving the damper control as far as pos- 
sible! to the left (when facing discharge end) 
completely doses the damper. As the damper 
control is moved to the right the damper opens 
increasing the volume of discharge air leaving 
the heater. The damper controls the volume 
from fuel to one-half the rated flow. The dis- 
charge air outlet cannot be completely closed, 
preventing accidental operation of the heater 


with no outlet for the air and possible damage 
from a heat buildup within the heater. 

30. Sensing Elements 

a. General. Three sensing elements are 
mounted in front of the dampefr in the dis- 
charge end of the heater. The elements are 
directly in the air stream so the temperature of 
the air directly affects the elements. 

b. Discharge Air Temperature Gage Sensing 
Elements (fig. IS). This element transmits the 
temperature to the temperature gage! mounted 
in the control box. The temperature gage reg- 
isters the temperature in degree's Fahrenheit 

c. Fuel Control Valve Sensing Element (fig. 
IS). This element is connected to a diaphragm 
in the fuel control valve. When the discharge 
air temperature exceeds safe limits (about 850° 
F) the gas in the element will expand enough 
to force the diaphragm up and open the! fuel 
control valve. Opening the fuel control valve 
opens the primary bypass line (fig. 3) and 
reduces the outlet pressure at the fuel pump. 
The drop in pressure makes it impossible for 
the nozzle to receive fuel, stopping combustion. 

d. Temperature Selector Valve Sensing 
Element (fig. IS). Gas in the temperature se- 
lector valve sensing element controls a dia- 
phragm in the temperature selector valve. As 
the discharge air reaches the selected tempera- 
ture, the gas expands and, through action of 
the diaphragm, opens the temperature selector 
valve, decreasing the nozzle fuel flow. The 
action of the temperature selector valve will 
maintain the selected temperature by increasing 
or decreasing fuel flow through the nozzle. 


Section IV. OPERATION OF EQUIPMENT 


31. General 

a. The instructions in this section are pub- 
lished for the information of the personnel 
responsible for operation of the! BT400-40 and 
BT400-40-1 heaters. 

b. The operator must know how to perform 
every operation of which the heater is capable. 
This section gives instructions on starting and 
stopping the heater. Since! nearly every job 


represents a different problem, the operator 
may have to vary given procedures to fit the 
individual job. 

32. Starting 

a. Preparation for Starting. 

(1) On Model BT400-40 heaters, remove 
cabinet (fig. 1) by disengaging 
latches. 
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(2) On Model BT400— 40— 1 heaters, disen- 
gage cabinet latches and open cabinet 
(fig. 1). 

(3) Perform the necessary daily preven- 
tive maintenance services (para 44). 

(4) Remove air outlet and exhaust stack 
covers. 

(5) Remove fuel tank cap and insure that 
the cap valve is set to OPEN. Install 
fuel tank cap. 

b. Starting Gasoline Engine Power Unit. 

(1) Refer to figure 14 and follow instruc- 
tions to start the gasoline engine pow- 
er unit. 

(2) After power unit is started, secure 
cabinet in closed position using cab- 
inet latches. 

(3) Open air inlet door (fig. 1). 


c. Starting Electric Motor Power Unit . The 
heatetr, operating with electrical power pack, 
must be grounded prior to operation. The 
ground can be in order of preference, and un- 
derground water piping system, a metal rod 
driven into the ground, or a metal plate buried 
in the ground. A ground rod must have a mini- 
mum diameter of 3./4-inch if hollow or 5/8- 
inch if solid, and it must be driven to a depth 
of at least 8 feet. A ground plate must have 
a minimum area of 9 square feet and must be 
buried to a depth of at least 4 feet. The 
ground lead must be a No. 6 AWG (American 
Wire Gage) copper wire. Bolt or clamp one 
end of the ground lead to the ground rod, 
ground plate, or piping system. Connect the 
other end of the ground lead to the heater. 
Start electric motor power unit in the following 
manner. 



STARTER 

ROPE 


CHOKE 

CONTROL 

LEVER 


m FLYWHEEC 
■ FLANGE i 
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STEP 1 . PLACE CHOKE LEVER IN VERTICAL 
POSITION '’COMPLETELY CLOSED). 
PLACE STOP SWITCH LEVER IN RUN 
POSITION. 

STEP 2. CONNECT STARTER ROPE TO FLY- 
WHEEL FLANGE. WRAP ROPE 
AROUND FLANGE AND PULL ROPE 
HANDLE VIGOROUSLY TO START 
ENGINE. 

STEP 3. AFTER ENGINE STARTS AND WARMS 
UP, GRADUALLY MOVE CHOKE 
CONTROL LEVER TO HORIZONTAL 
POSITION 


Figure H. Starting gasoline engine power unit. 
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(1) Drive the ground rod (7, fig. 54) into 
ground to insure a proper ground. 

(2) Connect ground damp (13) to ground 
rod. 

(3) Connect electrical clip (14) to one end 
of electrical wire (9). Connect other 
end of wire to ground clamp. 

(4) Connect electrical clip to heater and 
insure a metal to metal contact is 
made. 

(5) Connect electric motor cable to 208- 
220 volt, 60 cycle, three-phase power 
source'. 

(6) Place ON-OFF switch lever on electric 
motor (fig. 8) in ON position. 

Note. Motor must rotate in counterclock- 
wise direction when facing motor shaft. 
Interchange two motor leads if direction of 
rotation is clockwise. 

(7) After power unit is started, secure 
cabinet in closed position using cabinet 
latches. 

(8) Open air inlet door (fig. 1). 

d. Starting the Heater Combustor. 

(1) Depress fuel control valve knob (fig. 

11 ). 

(2) Set temperature selector valve to de- 
sired temperature. 

33. Stopping 

a. Heater Combustor. Pull fuel control valve 
knob (fig. 11) to stop heater combustor. 

Note. Allow the power unit to operate for two min- 
utes after fuel control valve is shut off. 

b. Gasoline Engine Power Unit. 

(1) Open access door on top of cabinet. 

(2) Stop gasoline engine power unit by 
setting stop switch lever to the OFF 
position. 

(3) On Model BT400-40 heaters, remove 
the cabinet (fig. 1) by disengaging 
latchels. 

(4) On Model BT400-40-1 heaters, dis- 
engage cabinet latches and open cab- 
inet (fig. 1). 

(5) Perform the necessary daily preven- 
tive maintenance services (para 44). 

(6) Secure cabinet in closed position using 
cabinet latches. 


(7) Install exhaust stack and air outlet 
covers. 

c. Electric Motor Power Unit. 

(1) Open access door on top of cabinet. 

(2) Stop electric motor power unit by 
moving ON-OFF switch lever (fig. 8) 
to OFF position. 

(3) On Model BT400— 40 heaters, remove 
the cabinet (fig. 1) by disengaging 
latches. 

(4) On Model BT400-40-1 heaters, disen- 
gage cabinet latches and open cabinet 
(fig. 1). 

(5) Perform the necessary daily preven- 
tive maintenance services (para 44). 

(6) Secure cabinet in closed position using 
cabinet latches. 

(7) Install exhaust stack and air outlet 
covers. 

34. Operation Under Usual Conditions 

a. Start the Heater. Refer to paragraph 32 
and start the heate'r. 

b. Operate Heater. 

(1) With the heater operating and the air 
inlet door open, refer to paragraph 13 
and connect the ducts to the heaters as 
required. 

(2) Set damper control (fig. 13) to full 
open position, with handwheel all the 
way to the right (when facing the dis- 
charge end). 

(3) Rotate temperature selector valve 
knob (fig. 11) to desired discharge 
temperature. 

(4) Regulate damper control (fig. 13) to 
the desired volume. 

(5) The heater should attain the desired 
discharge air temperature in two min- 
utes. Due to a lag in operation of the 
discharge air temperature gage (fig. 
11), the correct temperature will not 
be indicated for a few more minutes. 

(6) If temperature gage' does not indicate 
the desired temperature within 5 min- 
utes, adjust the temperature selector 
valve knob as necessary, to obtain the 
required discharge air temperature. 
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c. Stopping the Heater. Refer to paragraph 
33 to stop the heater. Remove? duats and store 
ducts on trailer. Install outlet cover. 

35. Operation in Extreme Cold (Below 0°F) 
a. General. 

(1) Fill fuel tank daily to prevent conden- 
sation. Remove snow or ice from fuel 
tank cap and dispensing equipment be- 
fore filling fuel tank. 

(2) Use the proper lubricants as specified 
in the current lubrication order. 

(3) Service gasoline engine fuel filter 
(para 48) daily to remove waiter. 

(4) Operate heater a short time each day 
to prevent water from getting in heat- 
er controls. 

(5) Cover heater with a tarpaulin to pro- 
tect from the weather. 

(6) Park heater in a sheltered spot out of 
the wind, or park on high, dry ground 
or concrete. If ground is wet or thaw- 
ing is imminent, park trailer on planks 
to prevent wheels from freezing in 
place. 

(7) Clean all parts of heater of snow, ice, 
and mud as soon as possible after op- 
eration. 

b. Gasoline Engine. 

(1) Charge oil prior to cold exposure. 

(a) Drain the engine fuel system to re- 
move all traces of water. 

(b) Connect engine to a supply of 
Arctic gasoline. Start engine (para 
32) and operate until engine is 
warm. 

(c) Shut down engine and drain the oil. 
Refill with MIU-L-10295 (OES) 
engine oil. 

(d) Start engine and operate' for one 
minute. 

(2) Exposed to -65° F. 

(a) . Preheat engine. Light the winter- 

ization torch according to instruc- 
tions on figure 15. 

(b) Adjust winterization torch to the 
proper flame and concentrate the 
heat on the 1 following areas: 


1. Cooling air discharge. Direct heat 

at this opening, keeping the tip 
of the flame at the edge of the 
opening and horizontal with the 
base. Move the torch back and 
forth across this opetoing. Moving 
torch will prevent “hot spots” and 
heat will pass under the oil sump 
and up the cooling shrouds to 
the cylinder walls and heads. 
CONTINUE FOR 3 MINUTES. 

2. Flywheel opening. Direct heat at 

this opening, moving the torch as 
stated in 1. above. This will warm 
flywheel and transfer heat to 
crankshaft. CONTINUE FOR 1 
MINUTE. 

8. Repeat 1 above. Turn the engine 
over occasionally. 

4. Repeat 2 above. 

5. Intake manifold, fuel pump, and 

fuel filter. Direct heat at these 
areas alternately, keeping tip of 
flame approximately 3 inches 
from surface. Always keep torch 
moving. CONTINUE FOR 1 
MINUTE. 

(3) Starting. After Steps 1 through 5 
above have been completed, the engine 
is ready to be started immediately. The 
following are simple and proven start- 
ing procedures. 

(а) A firm steady pull is all that is 
required. 

(б) Make 1 one pull with the choke fully 
closed (be prepared to partially open 
choke should the engine fire.) 
Make the next pull with the choke 
in the 1/2 open position. If the 
engine does not start, more heat 
may be required. After heating, the 
flywheel should turn easily by 
hand. DO NOT OVER CHOKE. 

(4) Exposed to 45°F. For starts at a 
45 °F, the same procedures are requir- 
ed, though a shorter heating period 
is satisfactory. Heating period, how- 
ever, should not be less than 7 
minutes. 
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1. TURN PUMP COUNTERCLOCKWISE AND REMOVE FROM FUEL TANK. 

2. FILL FUEL TANK TWO-THIRDS FULL WITH FUEL, 

3. INSTALL PUMP AND TIGHTEN SECURELY. 

4. CLOSE AIR VALVE AND FUEL VALVE. 

5. OPERATE PUMP UNTIL PRESSURE GAGE READS 50 PSI (POUNDS PER SQUARE INCH). 

6. OPEN FUEL VALVE MOMENTARILY TO SATURATE WICK. CLOSE FUEL VALVE. 

7. REMOVE BURNER GUARD FROM SHROUD. 

8. IGNITE WICK. 

9. OPEN FUEL VALVE; THEN OPEN AIR VALVE. 

10. SLOWLY CLOSE AIR VALVE AS TORCH FLAME BEGINS TO TURN BLUE. 

NOTE: AIR VALVE MUST BE CLOSED EXCEPT WHEN IGNITING AMD EXTINGUISHING TORCH. 

11. LOOSEN wiNGNUT, MOVE CONTROL SCREW UP OR DOWN UNTIL FLAME BURNS BLUEwTtH YELLOW 
TIP, AND TIGHTEN WINGNUT. 

NCTE: FLAME MUST HAVE SOME YELLOW TIP TO KEEP AIR-FUEL MIXTURE AT PROPER TEMPERATURE. 

12. HEAT OUTPUT OF TORCH IS DETERMINED BY FUEL TANK PRESSURES LISTED \iTCW. ~ 

REPUMP AS REQUIRED, 

55 PSI - 50,000 BTU/HR (BRITISH THERMAL UNITS PER HOUR) 

40 PSI - 25,000 BTU/HR 
20 PSI - 15,000 BTU/HR 

13. TO EXTINGUISH TORCH; CLOSE FUEL VALVE AND OPEN AIR VALVE. 

14. INSTALL BURNER GUARD ON SHROUD. 


MEC 4520-208-15/15 



Figure 15 . Winterization torch operating instructions , 
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36. Operation in Dusty or Sandy Areas 

a. Locate heater in an area frete of sand, dust, 
or loose earth, if possible. 

b. Before operating, if water is available, wet 
surrounding area with water to keep down ac- 
cumulation of dust. 

c. Take all necessary precautions to prevent 
dust or sand from entering fuel tank while 
filling. 

d. Perform more frequent inspections and 
lubrication. Wipe off all excess lubricant. Refer 
to TM 5-2805-208-14 for inspection and lubri- 
cation procedures pertaining to the Model 
1A08-III Military Standard Engine. 

e. Remove accumulations of sand and dirt at 
frequent intervals. 


/. When not in operation close air inlet door 
(fig, 1) and control box cover (fig. 11) and 
install exhaust stack and air outlet covers. 
Cover heater with tarpaulin. 

37. Operation in Salt Water and High 
Humidity Areas 

a. Wipe all accessible exposed areas frequent- 
ly. 

b. Coat all exposed machined surfaces with 
oil. 

c. Keep fuel tank cap tightly closed. 

d. Keep electrical connections dry. 

e. Growth of fungus is the major cause of 
failure in humid climates. Take every precau- 
tion to keep the equipment dry, and well venti- 
lated. Replace any part attacked by fungus. 
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CHAPTER 3 

OPERATOR AND ORGANIZATIONAL MAINTENANCE 

INSTRUCTIONS 


Section I. SPECIAL TOOLS AND EQUIPMENT 


38. Special Tools and Equipment 

No special tools or equipment are required 
by the operator or organizational maintenance 
personnel for the maintenance! of the BT400- 
40 and BT400-40-1 heaters. 

39. Basic Issue Tools and Equipment 

Tools and repair parts issued with or author- 


ized for the BT400-40 and BT400-40-1 heaters 
are listed in the basic issue items list, Appendix 
III of this manual. 

40. Organizational Maintenance Repair 
Parts 

Organizational maintenance repair parts are 
listed and illustrated in TM 5-4520-208-25P. 


Section II. LUBRICATION 


41 . General Lubrication information 

a. The lubrication chart for the Model 1A08- 
III Military Standard Engine is contained in 
TM 6-2805-208-14. For the current lubrication 
order, refer to DA-P AM-3 10-4. 

b. The lubrication chart shown in figure 16 
is the approved lubrication chart for the 
BT400-40 heater and the BT400-40-1 heater. 

42. Detailed Lubrication Information 

a. General, Keep all lubricants in closed con- 
tainers and store in a clean, dry place away 
from external heat. Allow no dust, dirt, or 
other foreign material to mix with the lu- 
bricants. Keep all lubrication equipment clean 
and ready for use. 

b. Cleaning. Keep all external parts not re- 
quiring lubrication clean of lubricants. Before 
lubricating the equipment, wipe all lubrication 
points free of dirt and grease. Clean with an 
approved cleaning solvent and dry thoroughly. 
Clean all lubrication points after lubrication to 
prevent the accumulation of foreign matter. 


c. Points of Lubrication. The points of lubri- 
cation are identified and illustrated on figure 
16. The following information supplements 
that which is given in the lubrication chart. 

d. Gasoline Engine Unit. Refer to TM 5- 
2805-208-14 for lubrication information and 
procedures pertaining to the Model 1A08-III 
Military Standard Engine. 

e. Electric Motor Power Unit. The' electric 
motor power unit has sealed bearings and no 
lubrication is required. 

f. Wheel Bearings. 

(1) Jack up trailer until tire is clear of 
surface. Block the other wheel to 
prevent movement. 

(2) Remove grease cap (1, fig. 17) from 
hub (9). 

(3) Remove cotter pin (10), slotted hex 
nut (2), and keyed washer (3) from 
axle assembly (8). 

(4) Pull wheel assembly (5) out to loosen 
outer bearing cone and rollers (4) 
from axle and remove bearing cone. 

(5) Remove wheel and hub from axle. 
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HEATER, DUCT TYPE, PORTABLE: GASOLINE; 400,000 BTU; 
GASOLINE ENGINE OR ELECTRIC MOTOR DRIVEN BLOWERS 
(AMERICAN AIR FILTER MODELS BT400-40 AND BT400-40-1 ) 
WITH MILITARY STANDARD ENGINE MODEL 1A08-III AND 
DOER ELECTRIC MOTOR MODEL 66684ZA 

REFERENCE: SM 10-1-C4-1 


Intervals are based on normal operations. Reduce 
to compensate for abnormal and severe condi- 
tions. During inactive periods sufficient lubrica- 
tion must be performed for adequate preservation. 

Clean fittings before lubricating. 

Relubricate after washing or fording. 


Lubricate points indicated by dotted arrow shafts 
on both sides of the equipment. 

Clean parts with SOLVENT, dry-cleaning, or 
with OIL, fuel, Diesel. Dry before lubricating. 


LUBRICANT • INTERVAL 


Spring Shackle Bolts GAA 
(Sparingly.) 


(Remove wheel, clean, 
inspect and lubricate 
bearings and reassemble.) 
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Figure 16 . Lubrication chart . 



(6) Remove inner bearing cone and rollers 
(6) and plain encased seal (7) from 
hub (9). 

(7) Clean all grease from hub and bearing 
cones with approved cleaning solvent. 
Dry thoroughly. 

(8) Inspect bearing cones and cups for 
pitting, chipping, and brokeh rollers. 
Replace damaged bearings. 

(9) Pack the bearing cone and rollers (4 
and 6) with wheel bearing grease. 

(10) Install plain encased seal (7) and 
inner bearing cone and rollers (6) in 
wheel assembly (5). 

(11) Carefully install wheel and hub on 
axle. Do not damage inner bearing 
cone or seal when installing wheel. 


TM 5-4520-208-15 

(12) Install outer bearing cone and rollers 
(4) over axle! and into the cup inside 
hub (9). 

(13) Install keyed washer (3) and slotted 
hex nut (2) on axle assembly (8). 
Tighten nut until hub (9) binds slight- 
ly when rotating the! wheel. Back off 
nut one-fourth of a turn and install 
cotter pin (10) through nut and axle. 
Spread ends of cotter pin to secure 
nut. Install grease cap (1). 

(14) Remove blocking and lower jack to 
remove from trailer frame. 

(15) Place blocks under trailer and jack up 
other wheel and repack the bearing in 
the same manner. 



1 Grease cap (2) 

2 Nut, slotted, hex, 1-14 (2) 

8 Keyed washer (2) 

4 Outer bearing cone and rollers (2) 

5 Wheel assembly (2) 

6 Inner bearing cone and rollers (2) 


7 Seal, plain, encased (2) 

8 Axle assembly (also see 15, fig. 45) 

9 Hub assembly (also see 2, fig. 45) 

10 Pin, cotter, 1/8 x 1-3/4 in. (2) 

11 Tube valve cap 


Figure 17. Wheel bearings. 
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Section III. PREVENTIVE MAINTENANCE SERVICES 


43. General 

To insure that the helater is ready for opera- 
tion at all times, it must be inspected syste- 
matically so that defects may be discovered and 
corrected before 1 they result in serious damage 
or failure. The necessary Preventive Mainte- 
nance Services are listed and described in para- 
graphs 44 through 47. The item numbers in- 
dicate the sequence of minimum inspection 
requirements. Defects discovered during opera- 
tion of the unit shall be noted for future cor- 
rection, to be made as soon as the operation 
has ceased. Stop operation immediately if a 
deficiency is noticed during operation which 
would damage the equipment if the operation 
was continued. All deficiencies and shortcom- 
ings will be recorded together with the correc- 
tive action taken on DA Form 2404 (Equip- 
ment Inspection and Maintenance Worksheet) 
at the earliest possible opportunity. 


44. Daily Preventive Maintenance Services 

This paragraph contains an illustrated tabu- 
lated listing of preventive maintetnance services 
which must be performed by the operator. The 
item numbers are listed consecutively and indi- 
cate the sequence of minimum requirements. 
Refer to figure 18 for the Daily Preventive 
Maintenance Services. 

45. Quarterly Preventive Maintenance 
Services 

а. This paragraph contains an illustrated 
tabular listing of preventive maintenance serv- 
ices to be performed by Organizational Main- 
tenance personnel at quarterly intervals. A 
quarterly interval is equal to 3 calendar months, 
or 250 hours of operation, whichever occurs 
first. 

б. The item numbers are listed consecutively 
and indicate the minimum requirements. Refer 
to figure 19 for Quarterly Preventive Mainte- 
nance Services. 
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PREVENTIVE MAINTENANCE SERVICES 
DAILY 

TM5 -45 20 -208-15 HEATER, PORTABLE 



LUBRICATE IN ACCORDANCE WITH CURRENT LUBRICATION CHART 
ITEM PAR REF 


1 

1A08-IM MILITARY STANDARD ENGINE. Refer to TM 5-2805-208-14. 



Inspect for leaking fuel line and connection. 



Inspect for oil leaks. 



Inspect for bent, cracked or broken parts. 



Check oil level. If necessary, add oil to the "FULL" line of the oil gage 
rod. 

CAUTION: Do not overfill. 



Inspect fuel filter for dirt, water and sediment. Clean if necessary. 

48 

2 

V-BELT. Proper adjustment is a deflection of 1/4 of 1/2- inch midway 
between pulleys. 

47 

3 

CONTROLS AND INSTRUMENTS. Check the controls and instruments for 
visible damage and broken glass. See that they function properly and are 
in good condition. 

99, 100 

4 

DAMPER CONTROL. Operate control to check for damage and smoothness 
of operation. 

29 

5 

FUEL TANK. Check fuel supply and check tank for leaks. Fill fuel tank 
with proper grade of fuel. 

95 
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Figure 18 (1). Daily preventive maintenance services. 
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ITEM 


par ref ■ 

6 

TIME TOTALIZING METER DRIVE BELT (BT400-401. rhpr-k h.it tnr 

102 1 

wear and for tension. Replace belt if worn or stretched. 

7 

~ 

EXHAUST PIPE. Check exhaust oioe for secnrp mn,nH T nr 

79 B 

other damage. Check end where exhaust extension from engine is inserted 
for dents or crimps which may cause leaks. 

NOTE 1. OPERATION. During operation observe any unusual noises or B 

vibrations. Jg 

NOTE 2. AFTER OPERATION. Clean exterior of all dirt and oil I 
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Figure 18 (2) — Continued. 
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PREVENTIVE MAINTENANCE SERVICES 
QUARTERLY 


TM5 -4520-208-15 


HEATER , PORTABLE. 




10 2 4 



14 13 12 11 9 8 

LUBRICATE IN ACCORDANCE WITH CURRENT LUBRICATION CHART 


1A08-UX MILITARY STANDARD ENGINE. Refer to TM 5-2805-208-14 

Inspect Rocker Arms, Covers, Cylinder Head, Push Rods and Vaives; 
service and/or replace if defective. 

Tighten loose manifold bolts and nuts. Inspect gasket. Replace 
defective parts. 

Inspect breather line assembly. Clean. Replace defective parts. 

Inspect governor linkage for wear and damage and replace if defective. 

Inspect fuel pump for loose connections, mountings, cracks, etc. 
Replace a defective pump. 

Inspect carburetor for unsatisfactory operation, loose mounting. Re- 
place if defective. 

Inspect spark plugs for excessive burning and- cracked ceramic insul- 
ation. Inspect cable for defects. Replace defective plugs and cables. 

Inspect contact points for pitting and burning. Dress points and 
adjust if required. Replace defective points. 


PAR REF 


MEC 4520-208-15/19 (?) 


Figure 19 (1). Quarterly preventive maintenance services . 
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10 


11 


TOB E ASSEMBLIES . Inspect the tube assemblies for kinks breaks and 
loose connections. Ran1a.ee ail i,.u ,, ’. r eases, and 


connections ° nS - * eplaCe damaged tube asse ^lies. Ti^Men ail loose 

gSl r !k Ct t , he f uel | um P for loose connections, secure mount- 
ng, cracks, breaks, or leaks. Replace a defective fuel pump. 


Inspect the nozzle for crate or other 

nozzles' “‘”* a '■«»”. »»« doth. Replace defective 

A * — . pect the combustion chamber for sootv deoosits ru«it nr* 
damage. Report an, damage to direct support mXfiSf' 


° par ‘ 11 » * controls. Operate 

nance. Check temperature gage for broken e-in«o anH „„ V 
Replace defective temp erature gage C0rr6Ct readlng - 




P?£S=S~ 

for secure raounti ^ - ■** 

^L M o? U oEr N dam5: SSfng S^Ldir Check for^ 
damage and for vibration when operating! Insoect nunav an'n 1® r 

rubberll^rfor^racte brokeSeeth Td V Inspect flexible 


Siid I .Xi.« l “ a Ti «“ »■* 




tiMe to ^ lizlng 

breakage and the indicators for tends or breaks Seck n.niL^^ 8 f ° r 

srayassr ~ - **£' 3 ss?kz sr s. 


PAR REF 
85, 90 


85, 90 


87, 92 


99, 100 


95 


151, 166 


78-80 


77 


76 


83 
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Figure 19 (Z)~ Continued. 
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MAGNETO. Inspect magneto for loose mounting bolts and wiring connec- 
tions. Remove end cap and check breaker points for burning or pitting. 
Measure breaker point gap. Correct gap is 0. 015 to 0. 018-inch at full' 
separation of points. 


PAR REF 


FUEL FILTER. Check fuel filter for loose connection. Replace fuel 
filter every 250 hours of operation (BT400-40). Replace filter element 
every 250 hours of operation (BT400-40-1). 

ELECTRIC MOTOR POWER UNIT AND WIRING . Inspect electric motor 
power unit for cracks, breaJcs, or improper operation. Check ON-OFF 
switch and firing for oil soaked condition. Inspect wiring for cracked or 
frayed insulation, broken wires, and loose or corroded connections. 

Report all deficiencies to direct support maintenance. 

FRAME . Inspect the frame for cracks, broken welds, and loose or missing 
hardware. Tighten all loose hardware and replace missing hardware. 
Replace frame if damaged, 

TIRES. Inspect all tires for proper air pressure, abnormal or uneven 
wear, cuts, embedded foreign material and missing valve caps. Correct 
air pressure is 20 psi on BT400-40 and 20 psi on BT400-40-1. Replace 
missing valve caps. Replace damaged tires. 

W HEELS . Inspect for loose or missing screws and nuts. Inspect for 
leaking grease seals. Inspect wheel bearing adjustment.' Replace defec- 
tive grease seals. Adjust wheel bearings if necessary. 


88 (BT400-40 
93 (BT400- 
40-1) 

104-106 
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Figure 19 (3) — Continued. 
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Section IV. OPERATOR’S MAINTENANCE 


46. General 

a. The instructions in this section are pub- 
lished for the information and guidance of the 
operator to maintain the BT400-40 and BT400- 
40-1 heaters. 

b. Refer to TM 5-2805—208—14 for operator’s 
maintenance procedure as applicable to the 
Model 1A08-III Military Standard Engine. 

47. V-Belt Adjustment 

a. General. The V-belt is attached to the 
drive pulley on the driven coupling, the fuel 
pump drive pulley, and the magneto drive 
pulley. 

b. Adjustment. Refer to figure 21 and adjust 
the V-belt as follows: 

(1) On Model BT400-40 heaters, remove' 
cabinet by disengaging cabinet latches. 

(2) On Model BT400-40-1 heaters, disen- 
gage cabinet latches and open cabinet. 

(3) Loosen two screws securing fuel pump 
mounting bracket. 

(4) Move fuel pump to the left to tighten 
V-belt or to the right to place slack 
in the belt. The elongated mounting 
slots in the bracket allow movement 
of the fuel pump. 

(5) Check belt tension. Depress V-belt be- 



Figure 20. V-belt adjustment. 


tween pulleys. V-belt deflection should 
be from 1/4 to 1/2-inch. 

(6) Tighten fuel pump mounting screws 
to secure adjustment. 

(7) Secure cabinet in place and engage 
cabinet latches. 

48. Gasoline Engine Power Unit Fuel 

Filter Service 

a. General. The fuel filter (fig. 21) filters 
the fuel. Periodic checks must be made to 
determine if water has settled in the filtetr 
sediment bowl. 



MEC 4520-208-15/21 


Figure 21. Engine power unit fuel filter services. 
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b. Removal. 

(1) On Model BT400-40 heaters, remove 
by disengagring cabinet latches. 

(2) On Model BT400-40-1 heaters, dis- 
engage cabinet latches and open cab- 
inet. 

(3) Loosen knurled nut on the bail and 
release bail from sediment bowl. 

(4) Remove sediment bowl and gaske*t 
from fuel filter body. 

c. Cleaning and Inspection. 

(1) Clean the filter bowl with an approved 
solvent and dry thoroughly. 

(2) Examine the bowl gasket for evidence 
of leakage!. Replace a defective gasket. 

(3) Inspect wire filter screen in fuel filter 
body for sediment or other evidence of 


clogging. Refer to TM 5-2805-208-14 
for procedures on removal and repair 
of the 1 fuel filter body. 

d. Installation. 

(1) Position gasket and sediment bowl 
in fuel filter body. 

(2) Hinge bail to fuel filter body. Secure 
the bowl on fuel filter by tightening 
knurled nut. 

(3) Secure cabinet in place and engage 
cabinet latches. 

49. Gasoline Engine Power Unit Air 

Cleaner Servicing 

Refer to TM 5-2805-208-14 for procedures 
on servicing the gasoline engine air cleaner. 


Section V. TROUBLESHOOTING 


50. General 


53. Electric Motor Power Unit Lacks Power 


This section provides information useful in 
diagnosing the correcting unsatisfactory opera- 
tion or failure of the heater and its compo- 
nents. Each trouble symptom stated is fol- 
lowed by a list of probable causes of the trouble. 
The possible remedy recommended is described 
opposite the probable cause. Any trouble be- 
yond the scope of organizational maintenance 
shall be reported to direct support mainte- 
nance. 

51 . Gasoline Engine Power Unit Troubles 

Refer to TM 5-2805-208-14 for trouble- 
shooting procedures relating to the Model 
1A08-III Military Standard Engine. 


52. Electric Motor Power Unit Fails to 
Start or is Hard to Start 

Probable o&um Possible remedy 

Connection loose or Tighten connection at 

incomplete at power power source, 

source. 

Electric cable broken Replace cable (para 106). 

Motor fan binding Straighten bent cover or 

replace damaged fan. 


Probable cause Possible remedy 

Vaneaxi&l fan rubbing on Tighten mounting cap 
fan mounting ring. screws to aline fan or 

replace damaged part 
(para 77). 

Motor bearings defective Replace motor, (para 12). 

54. Electric Motor Power Unit Stops 
Suddenly 

Probable cause Possible remedy 

Electric cable broken Replace cable (para 106). 

ON-OFF switch defective-.. Replace ON-OFF switch 

(para 106). 


55. Electric Motor Power Unit Runs Hot 


Probable cause 

Vaneaxi&l fan rubbing 
on fan mounting 
ring. 

Line voltage low from 
power source. 

Insufficient ventilation. 


Possible remedy 

Tighten fan mounting cap 
screws to aline fan or 
replace damaged part 
(para 77). 

Connect to proper power 
source. 

Check screen in air inlet 

door. Screen may be 
clogged, restricting air 
flow. Clean screen. 


56. Electric Motor Power Unit Noisy 

Probable cause Possible remedy 

Motor bearings worn Replace motor (para 12). 
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57. Electric Motor Power Unit Fails to Stop 

Probable cause Possible remedy 

ON-OFF switch defective— Replace ON-OFF switch 

(para 105). 

58. Heater Ignition Fails 

Note. To determine whether the above trouble is 
caused by a faulty ignition system of fuel system, fol- 
low the method below to expedite locating the fault: 
Remove the fan mounting ring and remove the nozzle 
clamp and combustor plate (para 77). If raw fuel is 
present in the combustion chamber, inspect trouble 
symptoms pertaining to ignition system. If no raw 
fuel is present in the combustion chamber, inspect the 
trouble symptoms pertaining to the fuel system. 


Probable cause 

V-belt slipping or broken- 
igniter plug defective 


Magneto points improperly 
set or defective. 

Magneto points burned or 
pitted. 

Heater fuel filter clogged- 


Ignition cable defective- 


Magneto pulley slipping- 

Fuel supply low (electric 
motor power unit 
installed) . 

Tube assemblies clogged 
or frozen. 


Fuel control valve 
connection loose. 

Fuel pump pulley 
slipping. 

Fuel nozzle dirty or 
defective. 


Fuel pump defective- 


59. Heater Exhaust Smoking Excessively 

Probable cau» Fowible remedy 

Air inlet door closed Open air inlet door. 


Air inlet screen 
clogged. 

Nozzle spray pattern 
incorrect. 


Clean air inlet screen. 

Remove mounting ring, 
nozzle clamp, and 
combusitor plate (para 
77) . Clean nozzle. 


Probable cause 

Power unit operating 
below normal speed. 


Possible remedy 

Tighten belt or adjust 
engine rpm. 


60. Combustor Fire Cuts Out on Overheat 


Probable cause Possible remedy 

Air inlet door closed Open air inlet door or 

or obstructed. remove obstruction. 

Restriction in discharge Straighten bent ducts, 

air stream. Replace a collapsed duct. 

Temperature selector Replace valve (para 100) . 

valve heat sensing 
element capillary tube 
ruptured. 

Fuel control valve sensing Inspect for proper 
dement improperly positioning (para 

positioned in air 
stream. 

61 . Combustor Fire Fails to Cut Out on 
Overheat 


Possible remedy 

.Adjust V-belt (para 47) 
or replace V-belt. 

.Adjust or replace igniter 
plug (para S3) . 

Adjust magneto points 
(para 82) . 

Replace burned or pitted 
points (para 82) . 

„ Replace fuel filter 
(BT400-40). Service 
fuel filter (BT400-40-1). 

..Inspection ignition cable 
for damage. Replace 
damaged ignition cable 
(para 83). 

Check fit of pulley or 
replace pulley (para 82) . 

Fill fuel tank (para 10) . 


Clean, thaw, or replace 
tube assemblies (para 84, 
BT400-40 or para 90, 

BT 400-40-1) . 

Tighten all connections. 

Tighten setscrew or replace 
pulley (para 82). 

Clean the fuel nozzle or 
replace the nozzle (para 
87, BT400-40 or para 
92, BT400-40-1) . 

Replace fuel pump (para 
85, BT400-40 or para 
90, BT400-40-1). 


Inspect for proper 

positioning (para 100). 


Probable cause 

Fuel control valve 
temperature sensing 
element capillary tube 
ruptured. 

62. Discharge Air T« 
Correct Range 

Probable cause 

Temperature selector 
valve improperly set. 

Temperature gage 
defective. 


Possible remedy 

Replace fuel control valve 
(para 100). 


Temperature not in 


Possible remedy 

Set valve to correct 
temperature. 

Check temperature with an 
accurate thermometer. 
Replace defective 
temperature gage 
(para 99). 


63. Discharge Air Temperature Fluctuates 


Probable cause 
Temperature selector 
valve defective. 

Defective temperature 
gage. 


Possible remedy 
Replace temperature 
selector valve (para 
100 ). 

Replace defective 

temperature gage (para 
99). 


64. Maximum Heat Output Not Obtainable 


Probable cause 

Fuel system leaks- 


Temperature selector 
valve defective. 

Fuel pump defective— 


Possible remedy 

„ Tighten all fuel connec- 
tions. Replace damaged 
tube assemblies (para 86, 
BT400-40 or para 90, 
BT400-40-1). 

Replace temperature 

selector valve (para 100) . 

.-Replace fuel pump (para 
86, BT400-40 or para 
90 ( BT400-40-1) . 
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Section VI. RADIO INTERFERENCE SUPPRESSION 


65. Definitions 

a. Interference. The term “interference”, as 
used herein, applies to electrical disturbances 
in the radio frequency range which are gener- 
ated by the heater and which may interfere 
with the proper operation of radio receivers or 
other electronic equipment. 

b. Interference Suppression. The term “inter- 
ference suppression,” as used herein, applies to 
the methods used to eliminate or effectively 
reduce radio interference generated by the 
heater. 


66. General Methods Used To Attain 
Proper Suppression 

Essentially, suppression is attained by pro- 
viding a low resistance path to ground for the 
stray currents. The methods used include 
shielding the ignition and high-frequency wires, 
grounding the frame with bonding straps and 
using capacitors and resistors. 

67. Interference Suppression Components 

a. General. The interference suppression 
components incorporated in the heater are 
shown on figure 22. 
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b. Spark Plug. The gasoline* engine spark 
plug is integrally shielded and suppressed and 
is located in the cylinder head. 

c. Spark Plug Cable. The gasoline engine 
plug cable, leading from the magneto to the 
spark plug, is encased in a braided metal 
shield and grounded to the flywheel housing. 

d. Heater Magneto. The heater magneto is 
inclosed in a metal frame and end cap. 

e. Ignition Cable. The heater ignition cable, 
leading from the heater magneto to the ig- 
niter plug, is encased in a braided metal shield. 

/. Igniter Plug. The igniter plug is integrally 
shielded and suppressed. 

g. Electric Motor Power Unit. The electric 
motor power unit is inclosed in a metal case. 


68. Replacement of Suppression Comments 

a. Spark Plug. Refer to TM 6-2806-208—14 
for replacement of the spark plug. 

b. Spark Plug Cable. Refer to TM 6-2806- 
208-14 for replacement of the spark plug cable. 

c. Heater Magneto. Refer to paragraph 82 
for replacement of the heater magneto. 

d. Ignition Cable. Refer to paragraph 88 for 
replacement of ignition cable. 

e. Igniter Plug. Refer to paragraph 88 for 
replacement of igniter plug. 

f. Electric Motor Power Unit. Refer to para- 
graph 12 for replacement of the electric motor 
power unit. 


Section VII. CABINET ASSEMBLY 


69. General 

The cabinet assembly (fig. 23) is a welded 
shetet metaJl inclosure which fits over the drive 
section of the heater to protect the power unit 
and components. 

70. Repair 

a. Cleaning. Clean cabinet (fig, 23) using 
approved cleaning solvent and dry thoroughly. 
Clean air screen to remove any foreign mate- 
rial. 

b. Inspection. 

(1) Inspect, cabinet and air inlet door for 
bends, dents, cracks, loose welds, cor- 
rosion, rust, distortion, or other 
damage. 

(2) Inspect hinge and catch for proper op- 
eration. Check air inlet screen for 
damage. 

c. Removal (BT 400-40). The cabinet is se- 
cured to the heater frame with latches. To re- 
move the cabinet from the heater, disengage 
the latches and lift cabinet from heater. 


d. Removal (BT 400-40-1). 

(1) Disengage latches and open cabinet. 

(2) Remove four screws, lockwashers, and 
nuts securing door supports to cabinet. 

(3) Remove seven screws, lockwashers, 
and nuts securing cabinet hinge to 
heater frame. 

(4) Lift cabinet from heater. 

e. Repair. 

(1) Weld cracks, breaks, and loose welds. 
Straighten bends and dents. 

(2) Paint all exposed metal surfaces to 
prevent rusting. Refer to TM 9-218 
for painting instructions. 

(3) Replace all damaged parts. 

f. Installation (BT 400-40). Place cabinet on 
heater and secure by engaging latches. 

g. Installation (BT400-40-1). 

(1) Install cabinet on heater frame and 
secure screws, lockwashers, and nuts. 

(2) Connect door supports to cabinet and 
secure using four screws, lockwashers, 
and nuts. 

(3) Close cabinet and secure by engaging 
latches. 


40 


TM 5-4520-208-15 



REMOVE SCREW (4) 
(BT4O0-4C-1) . 


HINGE (BT4G0-4G-I 


CABINET 


HINGE 


LATCH 

(2rgr) 


AIR 

INLET 

DOOR 


AIR 


REMOVE SCREW (7) 
(BT4 00-40-1) 


SCREEN 


NOTE 

MODEL BT4Q0-40-1 HEATER 
SHOWN. REFER TO PAR. 

5 FOR DIFFERENCE IN 
MODELS, 

MEC 4520-208-15/23 


Figure £8. Cabinet assembly 


Section VIII. GASOLINE ENGINE POWER UNIT 


71. General 

а. The gasoline! engine power unit is Model 
1A08-III Military Standard Engine. Complete 
repair of the engine is covered in TM 5-2805- 
208-14. Refer to this technical manual for any 
repair or adjustment of the gasoline engine. 

б. Refer to paragraph 12 for removal of the 
gasoline engine power unit from the heater. 


72. Engine Power Unit Drive Coupling 

a. General. Mounted on the crankshaft is a 
drive coupling (15, fig. 24). The coupling 
mates with a flexible rubber sleeve! and drives 
the fan and V-belt through a driven coupling 
and pulley. 

b. Removal. 

(1) Remove drive coupling (15) from 
crankshaft, using a suitable puller-. 
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1 Left aide engine mounting bracket 

2 Gasoline engine, Model 1A08-IXI 

3 Pipe nipple 

4 Gasoline engine fuel filter 

5 Pipe elbow 

6 Pipe nipple 

7 Elbow, pipe to tube 

8 Quick disconnect coupling half 

9 Identification plate, power unit 

10 Front engine mounting bracket 

11 Blind rivet (4) 

Figure M* Gasoline 


12 Screw, cap, hex hd, No, 10-24 x 1 in. (3) 

13 Washer, lock, No. 10 (3) 

14 Tapered bushing 

15 Drive coupling 

16 Bolt, machine, 5/16-24 x 5/8 in. (4) 

17 Washer, lock, IT, 5/16 in. (4) 

18 Washer, flat, 5/16 in (4) 

19 Exhaust pipe 

20 Angle bracket 

21 Bolt, U 

22 Screw, Cap, hex hd, 1/4-20 x 5/8 in. 
engine power unit , exploded view. 
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Washer, flat, 1/4 in. (2) 

Nut, self-locking, hex, 1/4-28 (2) 

Right side engine mounting bracket 
Washer, lock, IT, 1/4 in. 

Nut, plain, hex, 1/4-20 
Screw, cap, hex hd, 1/4-20 x 2-1/2 in. (5) 
Washer, lock, 1/4 in. (5) 

Screw, machine, No. 10-24 x 7/8 in. (2) 


31 Washer, flat, No. 10 (2) 

32 Gasket 

33 Washer, lock, No. 10 (2) 

34 Nut, plain, hex, No. 10-24 (2) 

35 Key, woodruff 

36 Rope starter assembly 

37 Washer, lock 1/4 in. (6) 

38 Screw, cap, hex hd, 1/4-20 2 1/2 (6) 

Figure 2U — Continued. 


(2) Remove’ three screws (12) and lock- 
washers (13) and remove tapered 
bushing (14) from drive coupling 
(15). 

c. Cleaning, Inspection, and Repair. 

(1) Clean all parts in approved solvent 
and dry thoroughly. 

(2) Check drive coupling for cracks and 
damaged teeth. 

(3) Inspect tapered bushing for cracks and 
distortion. 

(4) Replace all damaged parts. 

d. Installation. 

(1) Install tapered bushing (14) on drive 
coupling (15).. 

(2) Secure tapered bushing to drive cou- 
pling with three screws (12) and lock- 
washers (13) after position drive cou- 
pling on drive shaft. 

73. Brackets 

a. General. Three mounting brackets at- 
tached to the power unit are used to support 
the power unit in position on the heater. The 
mounting brackets are! secured to resilient 
mounts with thumb screws. 

b. Removal. 

(1) Refer to paragraph 72 and remove 
drive coupling (15, fig. 24) from 
crankshaft. 

(2) Remove four bolts (16), lockwashers 
(17), and flat washers (18) and re- 
move front engine mounting bracket 
(10) from gasoline engine (2). 

(3) Remove five screws (38) and lock- 
washers (37) and remove left side en- 
gine mounting bracket (1) from pow- 
er unit. 

(4) Remove two self-locking nuts (24) and 
flat washers (23) and remove U-bolt 


(21). Remove screw (22), lockwasher 
(26), and nut (27) and remove angle 
bracket (20). 

(5) Remove five screws (28) and lock- 
washers (29) and remove right side 
engine! mounting bracket (25) from 
power unit. 

c. Cleaning, Inspection, and Repair. 

(1) Clean brackets with approved solvent 
and dry thoroughly. 

(2) Inspect brackets for cracks, bend, dis- 
torted screw holes, rust, and other 
damage. 

(3) Weld cracks and straighten bent 
brackets. Paint exposed metal sur- 
faces. Refer to TM 9-213 for painting 
instructions. 

(4) Replace all damaged parts. 

d. Installation. 

(1) Install right side engine mounting 
bracket (25) on power unit and secure 
with five screws (28) and lockwashers 
(29). 

(2) Install left side engine mounting 
bracket (1) on power unit and secure 
with five screws (38) and lock- 
washers (37). 

(3) Install front engine mounting bracket 
(10) on power unit around crankshaft 
and secure with four bolts (16), lock- 
washers (17), and flat washers (18). 

(4) Install angle bracket (20) on right 
side engine mounting brackett (25) 
and secure with screw (22), lockwash- 
er (26), and nut (27). Install U-bolt 
(21) through holes in support and 
around exhaust pipe (19). Secure U- 
bolt with two flat washers (23) and 
self-locking nuts (24). 

(5) Refer to paragraph 72 and install 
drive coupling (15) on engine. 
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74. Fittings 

a. General. The gasoline engine fuel filter 
is mounted on the engine power unit when it 
is received. In addition, two pipe elbows (5 
and 7, fig. 24), two pipe nipples (3 and 6) 
and a quick-disconnect coupling half (8) are 
installed. 

b. Removal. 

(1 ) Remove quick-disconnect coupling half 
(8), pipe to tube elbow (7), pipe 
nipple (6) and pipe elbow (5) from 
gasoline engine fuel filter (4). 

(2) Remove engine fuel filter from pipe 
nipple (3). 

(3) Remove pipe nipple (3) from gaso- 
line engine (2). 


c. Cleaning, Inspection, and Repair. 

(1) Clean parts in approved solvent and 
dry thoroughly. 

(2) Inspect fittings for cracks, burs, dam- 
aged threads, and other damage. 

(3) Replace damaged parts. 

d. Installation. 

(1) Install pipe nipple (3) in gasoline 
engine (2). 

(2) Install gasoline engine fuel filter (4) 
on pipe nipple 1 (3). 

(3) Install pipe below (5), pipe nipple 
(6), pipe to tube elbow (7), and 
quick-disconnect coupling half (8) in- 
to engine fuel filter. 


Section IX. HEAT GENERATOR AIR SYSTEM 


75. General 

a. Part of the air forced into the heater by 
the fan passe’s into the combustor where it is 
mixed with atomized fuel from the nozzle form- 
ing a combustible fuel-air mixture. This mix- 
ture is ignited and burns to heat the exchanger. 

b. The major portion of the air entering the' 
casing travels through longitudinal passages 
within and around the heat exchanger. As the 
air passes through, it is heated. A damper ar- 
rangement at the discharge end of the the heat 
exchanger permits regulation of the heated air 
volume. 

76. V-Belt 

a. General. The V-belt, driven by the driven 
coupling, turns the fuel pump pulley, and 
magneto pulley. 

b. Removal. 

( 1 ) Refer to paragraph 12 and remove the 
power unit. 

(2) Remove drive V-belt (29, fig. 25) by 
slipping V-belt from pulleys. 

c. Cleaning, Inspection, and Repair. Clean 
V-belt with a clean, damp doth. Check V-belt 
for wear, fraying, and stretching. Replace a 
worn, frayed or stretched V-belt. 

d. Installation. Install V-belt over three 
pulleys. Check V-belt tension and adjust, if 
necessary (para 47). Refer to paragraph 12 and 
install power unit. 


77. Vaneaxial Fan and Mounting Ring 

a. General. The fan supplies all air necessary 
for heater operation. A cast stetel mounting ring 
supports the fan and associated parts. Power 
for the fan is transmitted by a flexible rubber 
sleeve bushing (2, fig. 25) which mates with 
a drive coupling on the power unit and a 
driven coupling half (30) which is pressed on 
the fan shaft bearing (16). The fan hub (17) is 
mounted on the fan and is pressed on the fan 
shaft bearing. On Model BT400—40-1 heaters 
the hinge support bracket (fig. 27) must be 
removed to gain access to the fan mounting 
ring. 

b. Removal (BTU00-U0) 

(1) Refer to paragraph 12 and remove 
the power unit. 

(2) Remove drive V-belt (29, fig. 25) by 
slipping V-belt from pulleys. 

(3) Remove three screws and lockwashers 
(fig. 26) securing mounting ring to 
casing. 

(4) Remove two screws and remove ex- 
haust pipe bracket and spacers. Re- 
move mounting ring with attached fan 
and pulley from heater. 

(5) Remove three screws (21, fig. 25) and 
lockwashers (20) and remove vane- 
axial fan (28) from fan hub (17). 
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1 

2 

3 

4 

5 

6 

7 

8 
9 

10 

11 

12 

13 

14 

15 

16 


Coupling sleeve 
Sleeve bushing 

Screw, machine, No. 6-32 x 5/16 in. (4) 
Washer, lock, No. 6 (4) 

Retainer (2) 

Fan bearing support 
Resilient mount 

Screw, machine, No. 8-32 x 1 1/8 in. (2) 

Fan ring 
Fan guard (3) 

Screw, machine, 1/4-20 x 1/2 in. 

Washer, lock, 1/4 in. 

Thumb screw (3) 

Screw, cap, hex hd, 1/4-20 x 1/2 in (3) 
(BT40O-4O) 

Washer, lock IT, 1/4 in. (3) (BT400-40) 

Fan shaft bearing 

Figure 55. Fan 


17 Fan hub 

18 Vaneaxial fan 

19 Air straightening vane 

20 Washer, lock, IT, 1/4 in. (3) 

21 Screw, cap, hex hd, 1/4-20 x 1/2 in. (3) 

22 Nut, self-locking, hex No. 8-32 (2) 

23 Washer, lock, No. 8 (2) 

24 Screw, cap, hex hd, 5/16-18 x 1 in. (4) 

25 Washer, lock, 5/16 in. (4) 

26 Screw, machine, No. 8-32 x 1/2 in. (2) 

27 Screw, machine, 1/4-20 x 1-1/2 in. (2) 

28 Washer, flat 1/4 in. (2) 

29 V-belt, drive 

30 Coupling half 

31 Nut, plain, hex, 1/4-20 (2) 

32 Washer, lock IT, 1/4 in. (2) 


mounting ring, exploded view . 


(6) Remove fan hub from fan shaft bear- 
ing (16) , using a suitable puller. 

(7) Remove three? screws (11 and 27), 
lock washers (12 and 32), two nuts 
(31), two flat washers (28), and re- 
move three fan guards (10) from 


mounting ring. Remove thumb screw 
(13). 

(8) Remove screws (26), self-locking nuts 
(22), and lockwashers (23) and re- 
move air straightening vane (19) from 
mounting ring. 
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(9) Remove four screws (3) and lock- 
washers (4) and remove two retainers 

(5). Remove flexible rubber sleeve 
bushing (2) from coupling half (30). 

(10) Remove driven coupling from fan 
shaft bearing (16), using a suitable 
puller. 

(11) Remove two screws (8) and remove 
resilient mount (7) from fan bearing 
support (6). 

(12) Remove four screws (24) and lock- 
washers (25) and remove fan bearing 
support (6) from mounting ring. 

(13) Remove fan shaft bearing (16) from 
bearing support. 

c. Removal (BT b00-40-l). 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Remove drive V-belt (29, fig. 25) by 
slipping V-belt from pulleys. 

(3) Remove four screws, lockwashers, and 
nuts securing door supports (fig. 27) 
to cabinet. 

(4) Remove three screws and lockwashers 
securing hinge support bracket to 
mounting ring and mounting ring to 
casing. 

(5) Proceed to paragraph b. above and con- 
tinue removal procedure in accordance 
with steps (4) through (13). 

d. Cleaning, Inspection, and Repair. 

(1) Clean all parts, except flexible rubber 
sleeve bushing (2) with an approved 
solvent and dry thoroughly. 

(2) Inspect fan for cracks or broken 
blades, distortion, and other damage. 
Replace a damaged fan. 

(3) Inspect fan hub for cracks and distor- 
tion. Replace a damaged hub. 

(4) Inspect mounting ring for breaks, 
cracks, and other damage. Weld breaks 
or cracks. Replace the mounting ring 
if it is damaged. 



Figure £6. Fan mounting ring removal points 

(BT bOO-bO). 

(5) Inspefct a,ir straightening vane (19) 
for cracks or bent condition. Straight- 
en to proper configuration if possible. 
Replace unserviceable damaged vanes. 

(6) Inspect coupling half (30) for cracks 
and damaged teeth. Replace damaged 
coupling. 

(7) Inspect flexible rubber sleeve bushing 
for broken teeth, distortion, deterior- 
ation and cracks. Replace damaged 
coupling sleeve or sleeve bushing. 

(8) Inspect resilient mount for damage 
and hardening of cushion. Replace! 
damaged or hardened resilent mount. 

e. Installation (BT 400-40). 

(1) Install fan shaft bearing (16) in fan 
bearing support (6). Press coupling 
half (30) on end of bearing. 

(2) Position bearing support on fan ring 

(9) and secure with four-screws (24) 
and lockwashers (25). 

(3) Install air straightening vane! (19) in 
mounting ring and secure with two 
screws (26), lockwashers (23), and 
self-locking nuts (22). 
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HINGE SUPPORT BRACKET 

. fK SI 


casing 


remove screw 


REMOVE SCREW (4) 


DOOR SUPPORT 

\ 2 ) "■ 


FAN MOUNTING RING 


:i pump 


C 4520-208-15/27 


Figure 27, Fan mounting ring t removal points (BT UOO-kO—1) . 


(4) Press fan hub (17) on bearing. Install 
vaneaxial fan (18) on hub and se- 
cure with three cap screws' (21) and 
lockwashergs (20). 

(6) Position resilient mount (7) on fan 
bearing support (6) and secure with 
two screws (8). Install three fan 
guards (10) and secure with three 
screws (11 and 27), lockwashers (12 
and 32), two flat washers (28) and 
nuts (31). 

(6) Install coupling sleeve (1) in flexible 1 
rubber sleeve bushing (2) and place 
sleeve bushing in coupling half (30).. 
Install two retainers (5) and secure 
with four screws (3) and lockwashers 
(4). 

(7) Install fan ring, with attached parts, 
in casing and secure with three screws 
(14) and lockwashers (15). 

(8) Install bracket and spacers (fig. 26) 
using two screws. 


(9) Install V-belt (para 76). 

(10) Refer to paragraph 12 and install pow- 
er unit. 

f. Installation (BT 400-40-1). 

(1) Perform steps (1) through (6) of 
paragraph e. above. 

(2) Install mounting ring in casing. line 
up center hold in casing with center 
hole in mounting ring. 

(3) Install hinge support bracket with at- 
tached door supports (fig. 27) and 
secure with three screws and lock- 
washers. 

(4) Connect door supports to cabinet and 
secure with four screws, lockwashers, 
and nuts. 

(5) Install V-belt (para 76). 

(6) Refer to paragraph 12 and install 
power unit. 
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Section X. HEATER EXHAUST SYSTEM 


78. General 

a. Exhaust gages from the heater pass from 
the combustion chamber through the heat ex- 
changer and into the atmosphere through the 
exhaust stack. 

b. Exhaust gages from the gasoline engine 
power unit exhaust manifold muffler are 
carried by the engine exhaust pipe (19, fig. 24) 
to the heater exhaust pipe. 

79. Exhaust Pipes 

a. General. 

(1) The engine exhaust pipe (19, fig. 24) 
is connected to the engine muffler 
pipe. The outlet end of the pipe has 
a flange. When the gasoline! engine 
is mounted on the heater, the engine 
exhaust pipe mates with the exhaust 
conductor (22, fig. 49) with the 
spring loaded flange (23) forming a 
gastight fitting. 

(2) The exhaust pipe passes through a 
flange in the bulkhead and is attached 
to the exhaust stack. A sheet metal 
shield surrounds the exhaust pipe out- 
side the cabinet to prevent accidental 
bums to personnel. 

b. Removal. 

(1) Refer to paragraph 12 and remove the 
power unit from the healter. 

Warning : Allow heater and power 
unit to cool off before attempting to 
remove any part of the exhaust 
system. 

(2) Remove two screws (30, fig. 24) flat 
washers (31), lockwashers (33), and 
nuts (34) and remove exhaust pipe 
(19) and gasket (32) from power 
unit. 

(3) Remove two taper pins (fig. 28) and 
remove flange, spring, and exhaust 
pipe connection. 

(4) Remove three screws, nuts, flat wash- 
ers, and lockwashers securing publica- 
tions case to heaters and remove case. 

(5) Refer to figure 28 and remove two 
screws, lockwashers, and nuts secur- 


ing exhaust shield to bulkhead and 
one screw and two flat washers se- 
curing exhaust shield to exhaust stack. 
Remove exhaust shield. 

(6) Remove two screws, two lockwashers, 
and two nuts securing exhaust pipe! 
flange to bulkhead. 

(7) Remove two screws, flat washers, and 
lockwashers and remove bracket and 
spacers securing exhaust pipe to fan 
mounting ring. 

(8) Remove two screws, flat washers, and 
self-locking nuts securing exhaust 
pipe to exhaust stack. Remove exhaust 
pipe. 

c. Cleaning, Inspection, and Repair. 

(1) Clean all parts, except gasket, in an 
approved cleaning solvent and dry 
thoroughly. 

(2) Inspect parts for behds, breaks, cracks, 
lack of spring tension, tom gasket, 
or other damage. 

(3) Straighten all minor bends and weld 
small breaks or cracks. Replace all 
unserviceable parts. 

d. Installation. 

(1) Position the exhaust pipe on exhaust 
stack (fig. 28) with exhaust pipe 
extending through hole in bulkhead. 
Secure exhaust pipe to exhaust stack 
with two cap screws, flat washers, and 
self locking nuts. 



STACK 


REMOVE TAPER 
PINS > 2 ) 


REMOVE' 
SCREW (2) 


REMOVE SCREW (2i 


SPRING- 


REMOVE 
SCREW .'2J 


I REMOVE SCREW! 




PUBLICATIONS 
CASE ! 


EXHAUST 


Figure 28 . Exhaust system , removal points . 
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(2) Install exhaust pipe flange around ex- 
haust pipe and secure flange to bulk- 
head wiith two screws, lock washers, 
and two nuts. 

(3) Position exhaust pipe over mounting 
ring, install bracket and spacers, and 
secure with two screws, flat washers, 
and lockwashers. 

(4) Position exhaust shield over exhaust 
pipe between bulkhead and exhaust 
stack. Secure exhaust shield to ex- 
haust stack with one screw and two 
flat washers. Secure exhaust shield to 
bulkhead with two screws, two wash- 
ers, and two nuts. 

(5) Install flange on exhaust pipe conduc- 
tor, install spring on conductor, slide 
conductor into exhaust pipe and secure 
with two taper pins. 

(6) Install publication case on heater and 
secure with three screws, nuts, flat 
washers, and lockwasheks. 

(7) Refer to figure 24 and install gasket 
(32) and exhaust pipe (19) on gaso- 
line engine power unit. Secure efxhaust 
pipe with two screws (30), flat wash- 
ers (81) lockwashers (33), and nuts 
(34). 

(8) Refer to paragraph 12 and install pow- 
er unit on heater. 

80. Exhaust Stack and Pipe Extensions 

a. General. The etxhaust stack extends from 
the top center of the heater casing. When not 
in operation, keep stack cover on exhaust 

Section XI. HEATER 

81. General 

Components of ignition system are the heat- 
er magneto, ignition cable, and the igniter plug. 

82. Heater Magneto 

a. . General. The helater magneto is mounted 
on a bracket installed at left side of heater 1 . 
The magneto is driven by the V-belt. 

b. Adjustment. 

( 1 ) Refer to paragraph 12 and remove the 
power unit. 


stack. Before operation, remove exhaust stack 
cover and install two exhaust pipes (1 and 2, 
fig. 10) to disperse exhaust gases to the 
atmosphere. 

b. Removal. 

(1) Remove exhaust pipe from heater as 
described in paragraph 79. 

(2) Refer to figure 28 and remove exhaust 
stack cover from e(xhaust stack. Re- 
move sixteen screws and flat washers 
securing exhaust stack to casing and 
remove exhaust stack and asbestos 
gasket. 

c. Cleaning, Inspection, and Repair. 

(1) Clean all parts, except gasket, in ap- 
proved solvent and dry thoroughly. 

(2) Inspect all parts for breaks, cracks, 
dents, enlarged screw holes, torn 
gaskets, and other damage. Inspect 
exhaust pipes (1 and 2, fig. 10) for 
burned or damaged spark arrestor 
screen. 

(3) Straighten minor dents and bends. Re- 
place all damaged parts. 

d. Installation. 

(1) Refer to figure 28 and install gasket 
and exhaust stack on heater and se- 
cure with sixteen screws and lock- 
washers. 

(2) Secure exhaust stack cover chain un- 
der one screw. Install exhaust stack 
cover on stack. 

(3) Refer to paragraph 79 and install ex- 
haust pipe on heater. 

IGNITION SYSTEM 

(2) Refer to figure 29 and remove four 
screws and lockwashers securing end 
cap (17) to the magneto (15). Re- 
move the end cap and ciap gasket, 
contact, and ignition cable (1). 

(3) Move the V-belt to rotate! the magneto 
pulley (5) until the breaker arm (4, 
fig. 30) is riding on the high point 
of the cam (6). 

(4) Insert a feeler gage between the points 

(5). The gap should be between 0.015 
and 0.018-inch. 
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1 Ignition cable 10 Washer, lock, 1/4 in* (4) 

2 Grommet 11 Nut, plain, hex, No. 10-24 (4) 

3 Screw, machine, No. 10-24 x 1 (4) 12 Capscrew, hex hd, 1/4-20 x 1/2 in. (4) 

4 Time totalizing meter 13 Washer, lock, No. 10 (4) 

5 Pulley, meter 14 Pulley, magneto 

6 Spring pin 15 Magneto, ignition 

7 Meter drive belt (preformed packing) 16 Screw, machine, No. 10-24 x 5/8 in. (4) 

8 Nut, plain, hexagon, 3/8-16 17 End cap 

9 Washer, lock, 3/8 in. 

Figure 29. Magneto and time totalizing meter t exploded view . 
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(5) Loosen the screws (1 and 3) and ad- 
just the points by moving the bracket 

(2) until the gap is correct. Tighten 
the screws and recheck the gap. 

(6) Position the contact, gasket, and end 
cap (17, fig. 29), with the ignition 
cable attached, on the magneto. Secure 
end cap with four screws and lock- 
washers. 

(7) Ref et to paragraph 12 and install the 
power unit. 
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1 Screw, machine, No. 8-32 x 3/8 in. 

2 Bracket 

3 Screw, machine, No. 6-32 x 3/8 in. 

4 Breaker arm 
6 Points 

6 Cam 

Figure SO. Heater magneto point adjustment. 


c. Removal. 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Disconnect the ignition cable connector 
(1, fig. 29) from the end cap. Remove 
the V-belt from the pulleys. 

(3) Remove nut and washers securing 
magneto pulley (14) to magneto shaft. 

(4) On Model BT400-40 heaters, remove 
pulley and time totalizing meter drive 
belt (preformed packing) (7) from 
magneto. 

(5) On Model BT400-40-1 heaters, re- 
move magneto pulley from magneto. 

(6) Remove four cap screws (12) and lock- 
washers (13) and remove magneto 
(15) from mounting bracket. 

(7) Remove end cap (b above). 

d. Cleaning and Inspection. 

(1) Clean the magneto with a cloth damp- 
ened in approved cleaning solvent 
and dry thoroughly. 

(2) Inspect points for burning or pitting. 
Dress the points with a fine mill file 
or point dresser. Replace points if 
badly worn or burned. 

(3) Inspect hardware and gasket for dam- 
age. Replace damaged parts. 

e. Installation. 

(1) Install the end cap ( b above). 

(2) Position magneto on mounting bracket 
and secure with four cap screws and 
lockwashers. 

(3) Install magneto pulley (14) on mag- 
neto shaft and secure with nut and 
washer. 

(4) On Model BT400-40 heaters, connect 
time totalizing meter drive belt (4) 
over magneto pulley and meter 
pulley. 

(5) Install drive belt on fuel pump, fan, 
and magneto pulleys. 

(6) Connect ignition cable connector to 
end cap. 

(7) Refer to paragraph 12 and install the 
power unit. 
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83. Ignition Cable, Igniter Plug, and 
Combustor Plate 

a. General. The igniter plug produces the 
spark necessary for fuel ignition "within the 
combustor. Electrical current flows from the 
magneto to the igniter plug through the igni- 
tion cable. 

b. Removal. 

(1) Refer to paragraph 12 and reprove the 
power unit. 

(2) Refer to paragraph 77 and remove the 
fan mounting ring. 

(3) Disconnect the ignition cable (7, fig. 
31) from igniter plug (5) and mag- 
neto (9). 

(4) Remove grommet (6) from casing and 
remove ignition cable. 

(5) Remove igniter plug (5) from combus- 
tor plate (4). 

(6) Disengage clamp (3) from notches in 
combustor (2). 



1 Nozzle holder 

2 Combustor 

3 Clamp 

4 Plate 

5 Igniter plug 

6 Grommet 

7 Ignition cable 

8 Time totalizing meter (BT400— 40) 

9 Magneto 

Figure SI. Combustor plate, nozzle and ignition 
cable, removal points. 


(7) On Model BT400-40 heaters, remove! 
two connectors from elbows and tube 
assemblies, and remove plate. 

(8) On Model BT400-40-1 heaters, remove 
clamp and nozzle holder from plate 
(4) and remove plate. 

Cleaning and Inspection. 

(1) Clean the igniter plug and ignition 
cable with a cloth dampened in an ap- 
proved cleaning solvent and dry 
thoroughly. 

(2) Inspect igniter plug for burning or 
pitting, cracks, or other damage. Clean 
the points With fine emery doth and 
polish with crocus cloth. Replace a 
cracked or damaged igniter plug. 

(3) Inspect ignition cable for breaks, dam- 
aged threads, or frayed or broken in- 
sulation. Replace damaged ignition 
cable. 

d. Installation. 

(1) Install the igniter plug (5) in tne plate 

(4). Measure the point gap. The gap 
should be 0.125 to 0.1875 inch. Bend 
the eletetrode (1, fig. 3) on the plate 
(2) to obtain correct gap. 
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1 Electrode 

2 Plate 

3 Igniter plug electrode 

Figure 82 . Igniter plug, adjustment points. 
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Caution: Do not bend the igniter 
plug electrode (3). 

(2) Install the plate (4, fig.. 31) on com- 
bustor (2). 

(3) On Model BT400-40 heaters, insert 
nozzle holder (1) in bore of plate, 
tighten tube assembly fittings, and in- 
stall clamp (3) in notches on combus- 
tor to secure nozzle. 

(4) On Model BT400-40-1 heaters, insert 
nozzle holder (1), with clamp at- 
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tached, in bore of plate. Secure nozzle 
holder by engaging clamp (3) in 
notches on combustor. 

(5) Insert ignition cable (7) through hole 
in casing, and secure grommet (6) 
around cable. Connect ignition cable 
to igniter plug (5) and magneto (9). 

(6) Refer to paragraph 77 and install the 
mounting ring. 

(7) Refer to paragraph 12 and install the 
powelr unit. 


Section XII. HEATER FUEL SYSTEM (BT400-40) 


84. General 

The heater fuel system consists ol a fuel 
tank mounted in the base, fuel filter, tube as- 
semblies, fuel pump, fuel control box, and 
combustor. 

85. Fuel Pump and Heater Fuel Tube 
Assemblies 

a. General. The fuel pump is mounted on a 
bracket to the left of the nozzle. The pump is 
belt-driven by the power unit. A flexible hose 
assembly delivers fuel, through the fuel filter, 
to the fuel pump. During the heating cycle 
fuel travels from the nozzle and secondary 
bypass line. Bypass fuel is returned to the fuel 
tank from the! nozzle and secondary bypass 
line. 

b. Pressure Test and Adjustment. 

(1) Disconnect fuel pump-to-nozzle pres- 
sure tube assembly (2, fig. 33) from 
elbow (3). 

(2) Using an adapter, connect a pressure 
gage with a maximum reading 200 
psi in pressure tube assembly (2). 

(8) Refer to paragraph 12 and install pow- 
er unit. Refer to paragraph 32 and 
start the heater and observe pressure 
gage reading. The pump should be 
operating at 150 psi, plus or minus 2 
psi. 

(4) If the reading is not within operating 
pressure tolerance, remove nut (1) and 
turn a justing screfw clockwise to in- 
crease the pressure, or counterclock- 
wise to decrease pressure. 

(5) Stop the heatdr (para 33).. Remove the 
pressure gage and connect the pres- 
sure tube assembly (2) . 



1 Nut 

2 Pressure tube assembly 

3 Elbow 

4 Bypass tube assembly 

5 Fuel pump 

Figure S3 * Fuel pump, pressure test points 
(BT400-40). 
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c. Flow Test. 

(1) Remove the power unit (para 12). 

(2) Disconnect fuel pump-to-fuel tank by- 
pass tube assembly (4, fig. 33) from 
fuel tank. Disconnect tube assembly 
entering fuel tank adjacent to fuel 
cap. Connect a flexible tube or hose 
to fuel tube assemblies. Install pow- 
er unit (para 12). 

(3) Obtain two. liquid containers, each hav- 
ing at least a one gallon capacity. 
Place hose or flexible tubes 'leading 
from tube assemblies in unmarked 
container. 

(4) Close the damper (fig. 13) by loosen- 
ing and moving handwheel all the 
way to the left (when facing discharge 
end). 

(5) Set the temperature sele'ctor indicator 
knob (fig. 11) for a discharge air tem- 
perature of 150°F. Start the heater 
(para 34) and adjust temperature se- 
lector indicator knob as necessary until 
discharge air temperature is stable at 
150°F. 

( 6 ) When the temperature, is stable, trans- 
fer the hose or flexible tubes to the 
measuring container. Record the time 
necessary for a flow of one gallon. 
Stop the heater (para 33). 

(7) If the time required to measure one 
gallon of flow is more than five 
minutes, replace the fuel pump. 

(8) Remove the powdr unit (para 12). 
Disconnect hose or flexible tubes from 
fuel lines and connect tube assemblies 
to fuel tank. 

(9) Refer to paragraph 12 and install the 
power unit. 

d. Removal, 

(1) Refer to paragraph 12 and remove the 
power unit. Remove V-belt from pul- 
leys. 

(2) Disconnect filter-to-pump metal hose 
assembly (50, fig. 34) from fluid filter 
(47). Disconnect pump-to-tank tube 
assembly (48) from straight adapter 
(34) at tank. 

(3) Disconnect fuel pump-to-casing tube 
assembly (55) at flexible elbow (62), 


Disconnect pump-to-coupl)ing tube as- 
sembly (54) at coupling (56). 

(4) Remove two screws (58) and flat 
washers (57) securing fuel pump as- 
sembly (52) to bracket. Remove fuel 
pump, with attached tube assemblies, 
from heater. 

(5) Disconnect tube and hose assemblies 
(48, 50, 54, and 55) from fuel pump. 
Remove three pipe elbows (49 and 51) 
from fuel pump. Remove straight 
adapter (53) from fuel pump. 

(6) Remove setscrew (36) and remove fuel 
pump groove pulley (35) from fud 
pump. 

e. Cleaning and Inspection. 

(1) Clean all parts in an approved deem- 
ing solvent and dry thoroughly. 

(2) Inspect all parts for evidence of leak- 
ing, breaks, cracks, damaged threads, 
restriction of movement, or other dam- 
age. Replace all damaged parts. 

/. Installation. 

(1) Position fuel pump groove pulley (35) 
on fuel pump shaft and secure with 
setscrew (36). 

(2) Install straight adapter (53) in fuel 
pump assembly (52). Install three pipe 
elbows (49 and 61) in fuel pump. 

(3) Connect tube and hose assemblies (48, 
50, 54, and 55) in elbows and con- 
nector. 

(4) Position fuel pump assembly (52), 
with attached tube assemblies, on 
mounting bracket. Secure fuel pump 
with two screws (58) and flat washers 
(57). Install V-belt and adjust V-belt 
tension (para 47). 

(5) Connect fuel pump-to-coupling tube 
assembly (54) to coupling (56). Con- 
nect fuel pump-to-casing tube assem- 
bly (55) to flexible elbow (62) ait 
side of casing. 

(6) Connect pump-to-tank tube assembly 
(48) to straight adapter (34) at fuel 
tank. Connect fuel filter-to-pump met- 
al hose assembly (50) to fluid filter 
(47). 

(7) Install power unit (para 12). 


54 


TM 5-4520-208-15 


86. Power Unit Hose Assembly 

a. General. A flexible hose assembly delivers 
fuel from the fuel tank to the gasoline engine 
power unit fuel filter. Connection at the power 
unit is made with a quick-disconnect coupling.. 

b. Removal. 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Refer to paragraph 85 and remove the 
heater fuel pump. 

(3) Remove screw (40, fig. 34) and self- 
locking nut (42) attaching engine 
fuel metal hose assembly (59) to fuel 
pump bracket. 

(4) Remove screw (40) and self -locking 
nut (42) securing hose assembly to 
magneto bracket. Remove two loop 
clamps (41) from hose assembly. 

(5) Remove quick-disconnect coupling half 
(60) from hose assembly. 

(6) Remove engine fuel metal hose assem- 
bly (59) from pipe elbow (43). 

c. Cleaning and Inspection. 

(1) Clean all parts, except clamps, in an 
approved solvent and dry thoroughly, 

(2) Inspect hose assembly for evidence of 
leaking, breaks, cracks, or damaged 
threads. Inspect quick-disconnect cou- 
pling for restricted movement and 
damage. Replace damaged parts. 

d. Installation. 

(1) Install engine fuel metal hose assem- 
bly (69) on pipe elbow (43). 

(2) Install loop clamps (41) on engine 
fuel metal hose assembly (59). Attach 
clamps to fuel pump and magneto 
brackets with two screws (40) and 
selflocking nuts (42). 

(3) Install fuel pump (para 85). 

(4) Install power unit (para 12). 

87. Fuel Atomizing Nozzle 

a. General. The fuel atomizing nozzle sup- 
plies fuel to the combustor. The atomized fuel 
is combined with air and ignited. 

b. Removal. 

(1) Remove the power unit (para 12). Re- 
move fan mounting ring (para 77) 
and combustor clamp (para 83). 


(2) Disconnect nozzle holder with tube as- 
semblies (39, fig, 34) by removing 
two connectors (61) from flexible 
elbows (62) and tube assemblies. 

(3) Remove nozzle holder and tube assem- 
blies from heater. 

(4) Remove the nozzle (3, fig. 35) from 
nozzle holder. 

c. Cleaning and Inspection. 

(1) Clean all parts with an approved sol- 
vent and dry thoroughly. 

(2) Inspect all parts for breaks, cracks, 
obstructions, damaged threads, or 
other damage. Replace all damaged 
parts. 

d. Installation. 

(1) Install nozzle (3, fig. 35) in nozzle 
holder with tube assembles (2). 

(2) Position nozzle holder with tube as- 
semblies (39, fig. 34) on heater, with 
tube assemblies through holes on left 
side of casing. Connect tube assem- 
blies, using two connectors (61), to 
flexible elbows (62) on tube assem- 
blies. 

(3) Install clamp (3, fig. 31) on heater 
(para 83). Install mounting ring 
(para 77). 

(4) Install power unit (para 12). 

88. Heater Fuel Filter 

a. General. Fuel from the tank passes 
through an automotive type filter before enter- 
ing the fuel pump. The filter cannot be dis- 
assembled or repaired. Remove and replace 
filter at periodic intervals. 

b. Removal. 

(1) Remove power unit (para 12). 

(2) Disconnect filter-to-pump metal hose 
assembly (50, fig. 34) from fluid filter 
(47). 

(3) Remove fluid filter by disconnecting 
filter from pipe-to-tube tee (44). 

c. Installation. 

(1) Install fluid filter (47) by connecting 
inlet end of filter to pipe-to-tube tee! 
(44). 

(2) Connect filter-to-pump metal hose as- 
sembly (50) to outlet end of filter. 

(3) Install power unit (para 12). 
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1 Screw, cap, hex hd, 1/4-20 x 1/2 in. (2) 

2 Washer, lock IT, 1/4 in. (2) 

3 Control box 

4 Screw, machine, No. 10-24 x 3/8 in. (2) 

5 Access door 

6 Screw, machine, No. 10-24 x 3/8 in. (2) 

7 Rivet (2) 

8 Catch 

9 Washer, lock IT, No. 10 (2) 

10 Nut, plain, hex, No. 10-24 (2) 


11 Temperature selector gear 

12 Control panel 

13 Instruction plate 

14 Rivet, blind, indicator stop 

15 Screw, machine, 10-24 x 3/8 in. (2) 

16 Setscrew, 1/4-20 x 1/4 in. (3) 

17 Fuel control valve knob 

18 Temperature indicator knob 

19 Selector valve knob 

20 Screw, machine, No. 10-24 x 3/8 in. (4) 


Figure S4. Fuel pump, tube assemblies , and fuel control, exploded view (BTtOO-Jf.0). 


| 
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21 Nut 

22 Temperature gage 

23 Bracket 

24 Washer, lock IT, No. 10 (4) 

25 Nut, plain, hex, No. 10-24 (4) 

26 Control valves and block (fig. 52) 

27 Elbow, pipe, 1/8 NPT 

28 Pipe nipple, 1/8 NPT 

29 Check valve 

30 Elbow, pipe to tube, 1/8 NPT to 1/4 tube (2) 

31 Tube assembly, nozzle bypasts to check valve 

32 Tube assembly, coupling to valve 

33 Tube assembly, block to tank 

34 Adapter, straight, 1/4 NPT to 1/4 tube (2) 

35 Fuel pump groove pulley 

36 Setscrew, 1/4-20 x 1/2 in. 

37 Washer, lock IT, 1/4 in. (2) 

38 Screw, cap, hex hd, 1/4-20 x 1 in. (2) 

39 Nozzle holder with tube assemblies 

40 Screw, machine, No. 10-24 x 5/8 in. (2) 

41 Clamp (2) 

42 Nut, self-locking, hex, No. 10-24 (2) 

43 Elbow, pipe, 1/8 NPT 

44 Tee, pipe to tube 


45 Bushing, reducer 1/4 NPT to 1/8 NPT 

46 Coupling, pipe, 1/4 NPT 

47 Fluid filter (fuel) 

48 Tube assembly, pump to tank 

49 Elbow, pipe, 1/4 NPT 

50 Hose assembly, metal, filter to pump 

51 Elbow, pipe to tube, 1/8 NPT to 1/4 tube (2) 

52 Fuel pump assembly 

53 Adapter, straight, 1/8 NPT to 1/4 tube 

54 Tube assembly, pump to coupling 

55 Tube assembly, pump to casing 

56 Coupling, 1/4 tube 

57 Washer, flat, 1/2 in. (2) 

58 Screw, cap, hex hd, 1/2-13 x 7/8 in. (2) 

59 Hose assembly, metal, engine fuel 

60 Coupling half, quick disconnect 

61 Connector (4) (included with item 62) 

62 Elbow, flexible, 1/4 tube (2) 

63 Grommet, rubber (2) 

64 Nut, plain, hex, No. 10-24 (2) 

65 Washer, lock, IT, No. 10 (2) 

66 Nut, plain, hex, No, 10-24 (2) 

67 Washer, lock IT, No. 10 (2) 


Figure 54 — Continued. 



1 

Combustor Clamp (BT400-40) 

9 

Nut, self-locking, hex, stainless, 1/4-28 (16) 

2 

Nozzle holder with tube assemblies (BT400-40) 

10 

Strainer 

3 

Nozzle (includes seal and strainer) 

11 

Seal 

4 

Igniter plug 

12 

Screw, machine, (2) (BT 40 0-40-1) 

5 

Combustor plate 

13 

Combustor clamp (BT400-40-1) 

6 

Combustor assembly 

14 

Nozzle holder (BT400-40-1) 

7 

Gasket 

15 

Pipe plug (BT400-40-1) 

8 

Washer, lock, 1/4 in. (16) 

16 

Elbow, pipe (BT400-40-1) 


Figure 85 . Nozzle and combustor , exploded view* 
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Section XIII. HEATER FUEL SYSTEM (BT400-40-1) 


89. General 

The heater fuel system consists of a fuel 
tank mounted in the base, fuel filter, tube as- 
semblies, fuel pump, fuel control box, and 
combustor. 

90. Fuel Pump and Heater Fuel Tube 
Assemblies 

a. General. The' fuel pump is mounted on a 
bracket to the left of the nozzle. The pump is 
belt driven by the power unit. A flexible hose 
assembly delivers fuel, through the fuel filter, 
to the fuel pump. During the heating cycle 
fuel travels from the pump to the nozzle and 
secondary bypass line. Bypass fuel 'is returned 
to the fuel tank from the nozzle and secondary 
bypass line. 

b. Pressure Test and Adjustment. 

(1) Remove the power unit (para 12). 

(2) Disconnect secondary bypass tube as- 
sembly (6, fig. 36) from connector 

(5). 

(3) Disconnect primary bypass assembly 

(2) from coupling (3). 

(4) Loosen two screws (7) and move fuel 
pump (4) toward center of heater. 

(5) Disconnect pressure hose assembly (8) 
from elbow on underside of fuel 
pump. 

(6) Connect a tee, flexible’ hose, and pres- 
sure gage with a maximum reading of 
200 psi between elbow and pressure 
hose assembly (8) . 

(7) Adjust V-belt (para 47) and tighten 
two screws (7). 

(8) Connect secondary bypass tube assem- 
bly (6) to connector (5) and primary 
bypass tube assembly to coupling (3). 

(9) Refer to paragraph 12 and install the 
power unit. Refer to paragraph 32 and 
start the heater, observing pressure! 
gage reading. The pump should be op- 
erating at 150 psi, plus or minus 2 
psi. 

(10) If the reading is not within operating 
pressure tolerance, remove nut (1) 
and turn adjusting screw clockwise to 
increase pressure, or counterclockwise 
to decrease pressure. 


(11) Stop the heater (para 33). Perform 
steps (1) through (4) above. 

(12) Disconnect pressure hose assembly (8) 
from tee installed in step (6) above. 

(13) Remove tee, flexible hose and pres- 
sure gage, installed in step (6) above. 

(14) Connect pressure' hose assembly (8) to 
elbow on underside of fuel pump. Per- 
form steps (7) and (8) above. 

(15) Refer to paragraph 12 and install the 
power unit. 

c. Flow Test. 

(1) Remove the power unit (para 12). 

(2) Disconnect secondary bypass tube as- 
sembly (6, fig. 36) from fuel tank. 
Disconnect tube assembly entering fuel 
tank adjacent to fuel cap. Connect a 
flexible tube or hose to fuel tube as- 
semblies. Install power unit (para 12). 

(3) Obtain two liquid containers, each hav- 
ing at least a one gallon capacity. Mark 
one container to show quantity of one 
gallon. Place! hose or flexible tubes 
leading from tube assemblies in un- 
marked container. 

(4) Close the damper (fig 13) by loosen- 
ing and moving handwheel aLl the way 
to the left (when facing discharge 
end). 

(5) Set the temperature selector indicator 
knob (fig. 11) for a discharge air tem- 
perature of 150 °F. Start the hdater 
(para 34) and adjust temperature se- 
lector indicator knob as necessary until 
discharge air temperature is stable! at 
150°F. 

(6) When the temperature is stable, trans- 
fer the hose or flexible tube to the 
measuring container. Record the! time 
necessary for a flow of one gallon. 
Stop the heater (para 33). 

(7) If the time required to measure! one 
gallon of flow is more than five min- 
utes, replace the fuel pump. 

(8) Remove the power unit (para 12). Dis- 
connect hose or flexible tube! from 
fuel lines and connect tube assemblies 
to fuel tank. 
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1 Nut 

2 Primary bypass tube assembly 

3 Coupling 

4 Fuel pump 


6 Connector 

6 Secondary bypass tube assembly 

7 Screw (2) 

8 Pressure hose assembly 


Figure 36. Fuel pump, pressure test points (BTiOO-iO-1). 


(9) Refer to paragraph 12 and install the 
power unit. 

■d. Removal. 

(1) Remove power unit and V-belt (para 
7(3). 

(2) Disconnect fuel hose assembly (47, fig 
37) from pipe elbow (48). 


(3) Disconnect primary bypass pump-to- 
coupling tube assemblyi (56) from cou- 
pling (61). 

(4) Disconnect pump-to-tank tube assem- 
bly (49) from connector (34). 

(5) Remove cable tie damp (59) securing 
pump-to-nozzle hose assembly (58) to 
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1 11 Temperature selector gear 

12 Control panel 

13 Instruction plate 

14 Rivet, blind ; indicator stop 

15 Screw, machine, 10-24 x 3/8 (2) 

13 Setscrew, 1/4-20 x 1/4 in. (3) 

17 Fuel control valve knob 

18 Temperature indicator knob 

19 Selector valve knob 

20 Screw, machine, No. 10-24 x 3/8 in. (4) 

21 Nut 

22 Temperature gage 
28 Bracket 

24 Washer, lock, IT, No. 10 (4) 

25 Nut, plain, hex, No. 10-24 (4) 

26 Control valvesi and block (fig. 52) 

27 Elbow, pipe, 1/8 NPT 

28 Pipe nipple, 1/8 NPT 

29 Check valve 

30 Elbow, pipe to tube, 1/8 NPT to 1/4 tube 

( 2 ) 

31 Hose assembly, nozzle to check valve 
82 Tube assembly, coupling to valve 

33 Tube assembly, block to tank 

34 Adapter, straight, 1/4 NPT to 1/4 tube (2) 

35 Gasket (3) 

36 Fuel pump groove pulley 

37 Setscrews, 1/4 - 20 x 1/2 in. 

38 Washer, lock, IT, 1/4 in. (2) 

39 Screw, cap, hex hd, 1/4-20 x 1 in. (2) 

Figure 37- 


primary bypass, pump-to-coupling tube 
assembly (56). 

(6) Remove two screws (51) and flat 
washers (52) securing fuel pump to 
bracket. 

(7) With fuel pump partially removed 
from heater, disconnect pump-to- 
nozzle hose assembly (58) from elbow 
(53). 

(8) Remove fuel pump, with attached fil- 
ter and tube assemblies from heater. 

(9) Disconnect pump-to-coupling tube as- 
sembly (49) from fuell pump. 

(10) Remove pipe elbow (57), pipe reducer 
(60) and fluid filter (62) from fuel 
pump. 

(11) Remove two pipe to tube elbows (53) 
and straight adapter (55) from fuel 
pump. 

(12) Remove setscrew (37) and remove fuel 
pump groove pulley (36) from fpel 
pump. 


40 Nozzle holder, with elbow 

41 Screw, machine, No. 10-24 x 5/8 in. (2) 

42 Loop clamp (2) 

43 Nut, self-locking, hex, No. 10-24 (2) 

44 Tee, pipe to tube 

45 Bushing, reducer, 1/4 NPT to 1/8 NPT 

46 Coupling, pipe 

47 Fuel hose assembly 

48 Elbow, pipe (2) 

49 Tube assembly, pump to tank 

50 Hose assembly, metal, engine fuel 

51 Screw, cap, hex hd, 1/2-13 x 7/8 in. (2) 

52 Washer, flat, 1/2 in. (2) 

53 Elbow, pipe to tube, 1/8 NPT to 1/4 tube (2) 

54 Fuel pump assembly 

55 Adapter, straight, 1/8 NPT to 1/4 tube (2) 

56 Tube assembly, pump to coupling 

57 Elbow, pipe 

58 Hose assembly, pump to nozzle 

59 Cable tie clamp (2) 

60 Reducer, pipe 

61 Coupling, 1/4 tube 

62 Fluid filter (fuel) 

63 Grommet, rubber (3) 

64 Grommet, rubber 

65 Nut, plain, hex, No. 10-24 (2) 

66 Washer, lock, IT, No. 10 (2) 

67 Nut, plain, hex, No. 10-24 (2) 

68 Washer, lock, IT, No. 10 (2) 

69 Coupling, half, quick-disconnect 

—Continued. 


e. Cleaning and Inspection. 

(1) Clean all parts in an approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect all parts for evidence of leak- 
ing, breaks, cracks, damaged threads, 
restriction of movement, or other dam- 
age. Replace all damaged parts. 

/. Installation. 

(1) Position fuel pump groove pulley (36 
fig. 37) on fuel pump shaft and secure 
with setscrew (37). 

(2) Install two pipe-to-tube elbows (53) 
and straight adapter (55) in fuel 
pump. 

(3) Install pipe elbow (57), pipe reducer 
(60), and fluid filter (62) onto fuel 
pump. 

(4) Connect pump-to-coupling tube assem- 
bly (56) and pump-to-tank tube as- 
sembly (49) to fuel pump fittings. 

(5) Position fuel pump assembly (54), 
with attached filter and tube assem- 
blies, on mounting bracket. Connect 
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pump-to-nozzle hose assembly (68) to 
pipe elbow (63). 

(6) Secure fuel pump with two screws 
(51) and flat washers (52). Install V- 
belt and adjust V-belt tension (para 


47) 

(7) Connect pump-to-tank tube assembly 
(49) to straight adaptefr (34). 

(8) Connect primary bypass pump-to- 
coupling tube assembly (56) to cou- 
pling (61). 

(9) Connect fuel hose assembly (47) to 
pipe elbow (48). 

(10) Secure pump-to-nozzle hose assembly 
(58) to pump-to-coupling tube assem- 
bly (56) with cable tie clamp (59). 

(11) Install powefr unit (para 12). 


91 . Power Unit Hose Assembly 

a. General. A flexible hose assembly delivers 
fuel from the fuel tank to the gasoline engine 
power unit fuel filter. Connection at the power 
unit is made with a quick-disconnect coupling. 

b. Removal. 

(1) Refer to paragraph 12 and remove 
the power unit. 

(2) Refer to paragraph 90 and remove the 
heater fuel pump. 

(3) Remove! screw (41, fig. 37) and self- 
locking nut (43) attaching engine 
fuel hose assembly (50) to fuel pump 
bracket. 

(4) Remove screw (41) and self-locking 
nut (43) securing engine fuel hose 
assembly to magneto bracket. Remove 
two loop clamps (42) from hose 
assembly. 

(5) Remove quick-disconnect coupling half 
(69) from hose assembly. 

(6) Remove hose assembly from tee (44). 

c. Cleaning and Inspection. 

(1) Clean ail parts, except clamps, in an 
approved solvent and dry thoroughly. 

(2) Inspect hose assembly for evidence of 
leaking, breaks, cracks, or damaged 
threads. Inspect quick-disconnect cou- 
pling for restricted movement and 
damage. Replace damaged parts. 


d. Installation. 

(1) Install engine fuel hose assembly (50) 
on tee (44). 

(2) Install clamps (42) on engine fuel 
hose assembly (50). Attach damps to 
fuel pump and magneto brackets with 
two screws (41) and seif -locking nuts 
(43). 

(3) Install fuel pump (para 90). 

(4) Install power unit (para 12). 

92. Fuel Atomizing Nozzle 

a. General. The fuel atomizing nozzle! sup- 
plies fuel to the combustor. The atomizer fuel 
is combined with aiir and ignited. 

b. Removal. 

(1) Remove the power unit (para 12). Re- 
move fan mounting ring (para 77). 

(2) Remove! nozzle holder (14, fig. 35) 
from combustor plate (5) by disengag- 
ing combustor clamp (13). 

(3) Remove nozzle (3) from nozzle 
holder. 

c. Cleaning and Inspection. 

(1) Clean all parts with an approved sol- 
vent and dry thoroughly. 

(2) Inspect all parts for breaks, cracks, 
obstructions, damaged threads, or 
other damage. Replace all damaged 
parts. 

d. Installation. 

(1) Install nozzle (3, fig. 35) in nozzle 
holder (14). 

(2) Install clamp (3, fig. 31) on heater 
(para 83). Install mounting ring 
(para 77). 

(3) Install power unit (para 12). 

93. Heater Fuel Filter 

a. General. Fuel from the tank passes 
through an automotive type filter before enter- 
ing the fuel pump. The filter has a 40-micron 
replaceable element which must be removed and 
replaced at periodic intervals. 

b. Servicing. 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Loosen star nut (3, fig. 38) and rotate 
retaining bail (2). 
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1 Top casting 

2 Retaining bail 

3 Star nut 

4 Head gasket 

5 Element strainer 

6 Gasket 

7 Filter element 

8 Filter element spring 

9 Metal bowl 

Figure 88 — Continued. 

(3) Remove metal bowl (9) from top 
casting (1). 

(4) Remove head gasket (4), element 
strainer (5), and gasket (6) from top 
casting. 

(5) Remove filter element (7) and filter 
element spring (8) from metal bowl 
(9). 

(6) Clean screen and filter element in 
clean gasoline and dry with com- 
pressed air. Replace screen and filter 
element if defective. 

(7) Check head gasket and fibre gasket 
for damage or deterioration. Replace if 
required. 

(8) Install head gasket (4), element 
strainer (5), and gasket (6) in top 
casting (1). 

(9) Install filter element spring (8) and 
filter element (7) in metal bowl (9). 

(10) Install bowl to top casting and secure 
with retaining bail and star nut. 

(11) Install power unit (para 12). 

c. Removal. 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Disconnect fuel hose assembly (47, 
fig. 37) from pipe elbow (48). 

(3) Disassemble filter in accordance with 
steps (2) through (5) of paragraph 
b. above. 

(4) Disconnect top casting from pipe re- 
ducer (60). 

(5) Remove 1 pipe elbow (48) from top 
casting. 

d. Installation. 

(1) Install filter casting into pipe reducer 
(60, fig. 37). 


Figure S8. Heater fuel filter exploded view 
(BTU00-U0-1). 
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(2) Install pipe elbow (48) into top 
casting. 

(3) Assemble filter in accordance with 
steps (8) through (10) of paragraph 
b. above. 


(4) Connect fuel hose assembly (47) to 
pipe elbow (48). 

(6) Refer to paragraph 12 and install the 
power unit. 


Section XIV. FUEL TANK 


94. General 

The fuel tank is suspended within the base. 
Outlets are provided for the tube assemblies, 
and openings are provided for the fuel tank 
cap and for the fuel gage. A drain plug is 
provided in the rear of the tank. 

95. Fuel Tank 

a. Removal. 

(1) Refer to paragraph 12 and remove the 
power unit. 

(2) Remove drain plug (13, fig. 39) and 
drain fuel into a suitable container. 

Note. Steps (8) through (6) below pertain 
only to the Model BT400-40 heater. 

(3) Disconnect filter-to-pump metal hose 
assembly (50, fig. 34) from fluid fil- 
ter (47). Remove filter from pipe to 
tube tee (44). 

(4) Disconnect engine fuel hose assembly 
(59) from pipe elbow (43) and re- 
move tee, elbow, reducer bushing 
(45), and pipe coupling (46), from 
fuel tank. 

(5) Disconnect pump-to-tank tube assem- 
bly (48) from straight adapter (34) 
and remove adapter from fuel tank. 
Disconnect block-to-tank tube assem- 
bly (33) from straight adapter (34) 
and remove adapter from tank. 

Note. Steps (6) through (9) below per- 
tain only to the Model BT400-40-1 heater. 

(5) Disconnect engine fuel metal hose as- 
sembly (50, fig. 37) from pipe-to-tube 
tee (44). 

(7) Disconnect fuel hose assembly (47) 
from pipe elbow (48) and remove tee, 
elbow, reducer bushing (45) and pipe 
coupling (46) from fuel tank. 


(8) Disconnect pump-to-tank tube assem- 
bly (49) from straight adapter (34) 
and remove connector from fuel tank. 
Disconnect block-to-tank tube as- 
sembly (33) from straight adapter 
(34) and remove connector from tank. 

(9) Remove three gaskets (35) from fuel 
tank. 

(10) Remove fuel tank cap (5, fig. 39) 
from tank, disengage retaining pin 
(8) from tank. Remove gasket (3), 

(11) Remove fuel gage (6) from tank. 

(12) Remove three screws (11), lockwash- 
ers (17) and nuts (18). Remove 20 
cap screws (1 and 20) and lockwash- 
ers (2 and 19). 

(13) Lift heater from skid base (26) and 
set on supports to suspend fuel tank 
below heater. 

(14) Remove four screws (10) and lock- 
washers (9) and remove fud tank 
(16). Remove four barrel nuts (15)- 
Remove preformed packing (14) from 
tank. 

c. Cleaning and Inspection. 

(1) Replace the drain plug and fill the 
tank one-half full with an approved 
cleaning solvent. Agitate the solvent, 
allow to settle for several minutes, in- 
spect for leaks, then drain solution 
from tank. Run cleaning solvent 
through the tank until it comes out 
clean and clear, 

(2) Wash the exterior of the fuel tank 
and other metal parts with an ap- 
proved cleaning solvent and dry 
thoroughly. 

(3) Inspect fuel tank for cracks, dents, 
damaged seams, and weak or rusted 
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spots. Inspect fuel gage parts for bro- 
ken glass, deteriorated gaskets, inop- 
erative float assembly and other dam- 
age. Replace damaged fuel gage. 

d. Installation. 

(1) Install the machine thread plug (13, 
fig. 39) with preformed packing (14), 
in fuel tank. Install four barrel nuts 
(15). 

(2) Position fuel tank (16) below heater 
and secure with four screws (10) and 
lockwashers (9). 

(3) Lift heater, with attached tank, and 
position on skid base (26). Secure 
heatefr to base with 3 screws (11), 
lockwashers (17), and nuts (18) and 
20 screws (1 and 20) and lockwashers 
(2 and 19). 

(4) Install fuel gage (6) in fuel tank. 


TM 5-4520-208-15 

(5) Install retaining pin (8) in tank and 
install gasket (3) and fuel tank cap 
(5) 

Note. Step (6) below pertains only to the 
Model BT400-40 heater. 

(6) Install straight adapters (34, fig. 34), 
pipe coupling (46), and reducer bush- 
ing (45). Install pipe elbow (43) and 
pipe-to-tube tee (44) and connect tube 
assemblies. Install power unit (para 
12 ). 

Note. Step (7) below pertains only to the 
Model BT400— 40-1 heater. 

(7) Install three gaskets (35, fig. 37), 
straight adapter (34), pipe coupling 
(46), and reducer bushing (45). Install 
pipe elbow (48) and pipe-to-tube tee 
(44) and connect tube assemblies. In- 
stall power unit (para 12). 


65 




TM 5-4520-208-1 5 


1 Screw, cap, hex hd, 1/4-20 x 1/2 in. (2) 

2 Washer, lock IT, 1/4 in. (2) 

3 Gasket 

4 Gasket 

5 Fuel tank cap 

6 Fud gage 

7 Chain 

8 Retaining pin 

9 Washer, lock, IT, 3/8 in. (4) 

10 Screw, cap, hex hd, 3/8-16 x 2 in (4) 

11 Screw, machine, pan hd, No. 10-24 x 3/8 in. (3) 

12 Gasket 

13 Plug, machine thread 

14 Performed packing 
16 Barrel nut (4) 


16 Fuel tank (includes items 5 through 8) 

17 Washer, lock, No. 10 (3) 

18 Nut, plain, hex, No. 10-24 (3) 

19 Washer, lock, IT, 1/4 in. (18) 

20 Screw, cap, hex hd, 1/4-20 x 1/2 in. (18) 

21 Screw, cap, hex hd, 1/4 x 20 x 1/2 in. (8) 

22 Washer, lock, IT, 5/16 in. (8) 

23 Bolt, machine, hex hd, 5/16-18 x 1/2 in. 

( 8 ) 

24 Nut, self-locking, 1/4-20 (8) 

25 Left rear mounting bracket 

26 Skid base 

27 Left front mounting bracket 

28 Right front mounting bracket 

29 Right rear mounting bracket 


Figure SO — Continued. 


Section XV. HEATER CONTROLS AND INSTRUMENTS 


96. General 

a. All controls and instruments necessary to 
operate the heater are incorporated in, or at- 
tached to, the fuel control box. The only ex- 
ception is the damper control located on top 
of the casing at the discharge end of the heater. 
Controls for the power units are integral parts 
of the power units. 

b. The controls are mounted on a block at- 
tached to the bulkhead. A sheet metal control 
box, with a hinged door, indoses the controls 
and protects them from damage and weather. 

97. Heater Control Tube Assemblies 
(BT400-40) 

a. General. Three tube assemblies lead to 
and from the controls. A bypass tube assem- 
bly carries bypass fuel from the fuel pump, 
through the coupling, to the bulkhead where it 
connects with the fuel control valve. A second 
tube assembly carries bypass fuel from the 
nozzle, through a check valve, to the tempera- 
ture selector valve. Overflow fuel flows from 
the block through a tube assembly to the fuel 
tank. 

b. Removal. 

(1) Remove cabinet and power unit (para 
12). Remove two screws (1, fig. 34) 
and lockwashers (2) ; and two screws 
(4). lockwashers (67), and nuts (66) 
and remove control box (3) from fuel 
control. 


(2) Disconnect nozzle bypass-to-check 
valve tube assembly (31) from nozzle 
holder with tube assemblies (39). Re- 
move flexible elbow (62) from tube 
assembly. 

(3) Disconnect nozzle bypass-to-check 
valve tube assembly (31) from.pdpeM»- 
tube elbow (30) at temperature selec- 
tor valve. Remove two pipe elbows (30 
and 27), pipe nipple (28), and check 
vailve (29) from temperature selector 
valve. Remove tube assembly and 
grommet (63) from bulkhead. 

(4) Disconnect coupling-to-valve tube as- 
sembly (32) from coupling (66) and 
from pipe-to-tube elbow (30) at fuel 
control valve. Remove tube! assembly 
and grommet (63) from bulkhead. 

(6) Disconnect bloek-to-tank tube assem- 
bly (33) from block and straight 
adapter (34) at fuel tank. Remove 
adapter from fuel tank and straight 
adapter (53) from block. 

c. Cleaning and Inspection. 

(1) Clean all tube assemblies in an 
approved cleaning solvent and dry 
thoroughly. 

(2) Inspect tube assemblies for cracks, 
denfts, bends, evidence of leaking, 
damaged threads, and other damage. 
Replace all damaged parts. 
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d. Installation. 

(1) Install pipe elbows (27 and 30, fig. 
34) in valves. Install pipe nipple 
(28), check valve (29), and pipe-to- 
tube elbow (30) in temperature se- 
lector valve. 

(2) Install straight adapter (53) in block 
and straight adapter (34) in fuel 
tank. 

(3) Connect block-to-tank tube assembly 
(33) to block and fuel tank. 

(4) Position coupling-to-valve tube assem- 
bly (32) through bulkhead and grom- 
met (63) and connect tube assembly 
to coupling (56) and pipe-to-tube 
elbow (30). 

(5) Position nozzle bypass-to-chieck valve 
tube assembly (31) through bulkhead 
and grommet (63). Install flexible 
elbow (62) on tube assembly and con- 
nect tube assembly to pipe-to-tube 
elbow (30) at temperature selector 
valve and to tube assembly from nozzle 
holder with tube assemblies (39). 

(6) Install control box (3) over fuel con- 
trols and secure with two screws (1), 
lockwashers (2), and two screws 

(4), lockwashers (67), and nuts (66). 

(7) Install power unit and cabinet (para 
12 ). 

98. Heater Control Tube and Hose 
Assemblies (BT400-40-1) 

a. General. Two tube assemblies and one 
hose assembly lead to and from the heater 
controls. A bypass tube assembly carries bypass 
fuel from the! fuel pump, through a coupling, 
to the bulkhead where it connects with the fuel 
control valve. A bypass hose assembly carries 
sypass fuel from the nozzle, through a check 
/alve, to the temperature selector valve. Over- 
flow fuel flows froip the block through another 
;ube assembly. 

b. Removal. 

(1) Refer to paragraph 70 and remove 
the cabinet. 

(2) Refer to paragraph 77 and remove 
fan and mounting ring. 

(3) Remove two screws (1, fig. 37) and 
lockwashers (2); two screws (4), 
lockwashers (68), and nuts (67) ; and 


remove control box (3) from fuel 
control. 

(4) Disconnect nozzle-to-check valve hose 
assembly (31) from pipe-to-tube elbow 
(30) at temperature selector valve. Re- 
move two pipe elbows (27 and 30), 
pipe nipple (28) , and check valve (29) 
from temperature selector valve. Re- 
move 'hose assembly and grommet (63) 
from bulkhead. 

(5) Remove grommet (63) from casing 
and carefully pull hose assembly 
through hole in casing. 

(6) Disconnect nozzle-to-check valve hose) 
assembly (31) from nozzle holder 
(40) and remove from heater. 

(7) Disconnect coupling-to-valve tube as- 
sembly (32) from coupling (61) and 
from pipe-to-tube elbow (30) at fuel 
control valve. Refmove tube ‘assembly 
and grommet (64) from bulkhead. 

(8) Disconnect block-to-tank tube assembly 

(33) from block and straight adapter 

(34) at fuel tank. Remove adapter 
from fuel tank and straight adapter 
(55) from block. 

c. Cleaning and Inspection. Refer to para- 
graph 97 c. 

d. Installation. 

(1) Install pipe elbows (27 and 30, fig. 
37) in valves. Install pipe nipple (28), 
check valve (29), and pipe-to-tube 
elbow (30) in temperature selector 
valve. 

(2) Install straight adapter (55) in block 
and straight adapter (34) in fuel tank. 

(3) Connect block-to-tank tube assembly 
(33) to block and fuel tank. 

(4) Position coupling-to-valve tube assem- 
bly (32) through bulkhead and grom- 
met (64) and connect tube' assembly 
to coupling (61) and pipe-to-tube 
elbow (30). 

(5) Position nozzle-to-check valve hose as- 
sembly (31) through casing and grom- 
ment (63) and connect hose assembly 
to nozzle holder (40). 

(6) Position nozzle-to-check valve hose as- 
sembly (31) through bulkhead and 
grommet (63) and connect to pipe-to- 
tube elbow (30). 
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(7) Install control box (3) to fuel control 
using two screws (4), lockwashers 
(68), and nuts (67); and two screws 
(1) and lockwashers (2). 

(8) Refer to paragraph 77 and install the 
fan and mounting ring. 

(9) Refer to paragraph 70 and install cab- 
inet and power unit. 

99. Discharge Temperature Gage 

a. General. The discharge! temperature gage 
indicates the temperature of the air being dis- 
charged from the outlet end of the heater in 
degrees Fahrenheit. A sensing element, mount- 
ed on the discharge end of the heater controls 
the temperature gage. 


T«1 

b. Removal. 

(1) Remove control box from 

fer to paragraph 97 for BT^qq^I 8, R *' 
paragraph 98 for BT400-4O— x^ 40 411(1 
Disengage sensing elements r \ 

3, fig. 40) from dips (12 
Remove four screws (5), locW , 8) ‘ 
(6) and nuts (7), and 
adapter assembly (4) from. dUCt 

Remove! three screws (8), 

(9), and nuts (10), and 
diary tube shield (11) from _ 1 ^ ap_ 
Withdraw temperature gag- e aeoBtev 
element through hole in casing- * 

Note. Steps (6) through (8) 
tain only to the Model BT400-4O Ibusatn 


( 2 ) 

(3) 


(4) 


(5) 




1 Temperature selector valve sensing element 

2 Fuel control valve sensing element 

3 Fuel temperature gage sensing element 

4 Duct adapter assembly 

5 Screw, machine, No. 10-24 x 3/8 in. (4) 

6 Washer, lock, IT, No. 10 (4) 

7 Nut, plain, hex, No. 10-24 (4) 


8 Screw, machine, No. 10-24 x 3/8 in. (3) 

9 Washer, lock, IT, No. 10 (3) 

10 Nut, plain, hex, No. 10-24 (3) 

11 Shield, capillary tube 

12 Clip, gage sensing element 

13 Clip, sensing element (2) 


Figure 40. Air discharge components, removal points . 
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(6) Remove three setscrews (16, fag. 34) 
and remove temperature selector valve 
knob (19), temperature indicator knob 
(18), and fuel control valve knob (17). 

(7) Remove six screws (16) and (20), 
lockwashe'rs (65 and 24), and nuts 
(66 and 25) and remove control panel 
(12) from controls and bulkhead. 

Note . If necessary to gain clearance to 
withdraw sensing unit, remove two screws 

(38) and lockwashers (37). Disconnect tube 
assemblies (31 and 32) at pipe-to-tube elbows 
(30). Move block away from bulkhead and 
remove temperature gage with capillary tube 
and sensing element. 

(8) Remove temperature gage (22), with 
attached capillary tube and sensing 
element. 

Note. Steps (9) through (10) below per- 
tain only to the Model BT400— 40— 1 heater. 

(9) Remove three setscrews (16, fig. 37) 
and remove temperature selector valve 
knob (19), temperature indicator knob 
(18), and fuel control valve knob 
(17). 

(10) Remove six screws (15 and 20), lock- 
washers (66 and 24) and nuts (65 and 
25) and remove control panel (12) 
from controls and bulkhead. 

Note. If necessary to gain clearance to 
withdraw sensing unit, remove two screws 

(39) and lockwashers (38). Disconnect noz- 
zle- to-check valve hose assembly (31) and 
coupling-to-valve tube assembly (32) at pipe- 
to-tube elbows (30). Move block away from 
bulkhead and remove temperature gage with 
capillary tube and sensing element. 

c. Cleaning and Inspection. 

(1) Clean the temperature gage, tube, and 
sensing element with a cloth dampened 
in an approved cleaning solvent and 
dry thoroughly. 

(2) Inspect the temperature gage for bro- 
ken glass, damage to tube and sensing 
element, or other damage. Replace 
entire unfit if damaged. 

d. Test Gage. 

(1) Insert sensing element of temperature 
gage into a container of oil along with 
a sensing element of a temperature 
gage known to be accurate. 


(2) Heat the oil and record the reading 
from both temperature gages. If the 
temperature gage removed from the 
heater has a reading different from 
accurate temperature gage, replace 
temperature gage. 

e. Installation. 

Note. Steps (1) through (3) pertain only to the 
Model BT 400-40 heater. 

(1) Slide sensing element and capillary 
tube through bracket (23, fig. 34) and 
position temperature' gage (22) on 
bracket. 

Note. If tube assemblies (31 and 32) and 
block were disconnected, connect tube as- 
semblies and secure block to bulkhead with 
two screw (38) and lockwashers (87). 

(2) Install control panel (12) on bracket 
and secure with six screws (15 and 
20), lockwashers (65 and 24), and 
nuts (64 and 25) to bracket and 
bulkhead. 

(3) Position temperature selector valve 
knob (19) and fuel control valve and 
temperature indicator knobs (17 and 
18) on control valves and secure with 
three setscrews (16). 

Note. Steps (4) through (6) pertain only 
to the Model BT400-40— 1 heater. 

(4) Slide sensing element and capillary 
tube through bracket (23, fig. 37) 
and position temperature gage (22) 
on bracket. 

Note. If coupling-to-wave tube assembly 
(32) , nozzle-to-check valve hose assembly 
(31), and block were disconnected, recon- 
nect and secure block to bulkhead with two 
screws (39) and lockwashers (38). 

(5) Install control panel (12) on bracket 
and secure! with six screws (15 and 
20), lockwashers (66 and 24), and 
nuts (65 and 25) to bracket and bulk- 
head. 

(6) Position temperature selector valve 
knob (19) and fuel control valve and 
temperature indicator knobs (17 and 
18) on control valves and secure with 
three setscrews (16). 

(7) Insert temperature gage sensing ele- 
ment (3, fig. 40) through hole ‘in 
casing. 
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(8) Install capillary tube shield (11) on 
casing and secure with three screws 
(8), lockwashers (9), and nuts (10). 

(9) Position duct adapter assembly (4) in 
casing and secure with four screws 
(5), lockwashers (6), and nuts (7), 

(10) Install sensing elements, (1 through 8) 
in clips (12 and 13) in duct adapter. 

(11) Install control box to fuel controls. 
Refer to paragraph 97 for BT400-40 
and paragraph 98 for BT400-40-1. 

100. Heater Control Valves and Block 

a. General. The two heater control valves 
are secured to the fuel block and the block is 
mounted on the bulkhead. The fuel control 
valve' turns the burner on and off and the 
temperature selector valve selects and regulates 
the discharge air temperature. 

b. Removal. 

(1) Remove heater control tube and hose 
assemblies. Refer to paragraph 97 for 
BT400-40 and paragraph 98 for 
BT400-40-1. 

(2) Remove temperature gage! (para 99). 
Withdraw sensing elements (1 and 2, 
fig. 40) and capillary tubes from 
casing. 

Note. Steps (3) and (4) below pertain 
only to tile Model BT400— 40 heater. 

(3) Remove temperature selector gear (11, 
fig. 34). Remove gland nut (21) from 
temperature selector valve and remove 
bracket (23) from valves. 

(4) Remove two screws (38) and lock- 
wahsers (37) and remove block, with 
attached valves, from heater. 

Note. Steps (5) and (6) below pertain 
only to the Model BT400-40-1 heater. 

(5) Remove temperature selector gear (11, 
fig. 37). Remove gland nut (21) from 
temperature selector valve and remove 
bracket (23) from valves. 

(6) Remove two screws (39) and lock- 
washers (38) and remove block, with 
attached valves, from hefater. 

c. Cleaning and Inspection. 

(1) Clean exterior of block and valves 
with an approved cleaning solvent and 
dry thoroughly. 


(2) Inspect valves and block for evidence 
of leaking and damage. Check capil- 
lary tubes and sensing elements for 
breaks, cracks, or other damage. Re- 
place complete unit if damaged. 

d. Installation. 

Note. Steps (1) and (2) below pertain only to the 
Model BT400-40 heater. 

(1) Position the block on bulkhead and 
secure with two screws (88, fig. 34) 
and lockwashers (37). 

(2) Position bracket (23) over valves. In- 
stall nut (21) on temperature selector 
valve. Install temperature selector gear 
(11) in bracket. 

Note. Steps (3) and (4) below pertain 
only to the Model BT400-40-1 heaters. 

(3) Position the block on bulkhead and 
secure with two screws (39, fig. 87) 
and lockwashers (38). 

(4) Position bracket (28) over valve. In- 
stall temperature selector gear (11) in 
bracket. 

(6) Insert sensing elements (1 and 2, fig. 
40) through casing. Install tempera- 
ture gage (para 99), 

(6) Install heater control hose and tube 
assemblies. Refer to paragraph 97 for 
BT400-40 and paragraph 98 for BT- 
400-40-1. 

e. Valve Test and Adjustment. If the tem- 
perature selector valve is not coordinated with 
its knob, adjust valve as follows : 

(1) Test fuel pump pressure and adjust 
if necessary. Refer to paragraph 85 for 
BT400-40 or paragraph 90 for BT- 
400-40-1. 

(2) Open the control box cover (fig, 11). 

(3) Turn temperature selector valve knob 
clockwise as far as it will go until the 
pointer on the temperature indicator 
knob is against the pin. If pointer 
does not travel far enough to reach 
pin, loosen setscrew securing knob and 
move pointer to pin and secure set- 
screw, provided temperature selector 
valve! knob is at maximum clockwise 
position. 
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(4) Attach a 12-inch flexible air hose to 
duct adapter at discharge end of heat- 
er. Make a small hole in the air hose 
approximately two feet from the 
adapter. Insert a thermometer in the 
hole, with a sensing element of the 
thermometer located at the center of 
the air hose. Anchor the thermomebeir 
is this position. 

(5) Loosen the setscrew on temperature 
indicator knob. Turn temperature se- 
lector knob clockwise as far as it will 
go to close temperature selector valve. 

(6) Turn the temperature selector valve 
knob countercloskwise three turns. 
Start the heater (para 32). 

(7) When the reading on the discharge 
temperature gage (fig. 11) appears 
stable, allow heater to run five more 
minutes. Read thermometer in air 
hose. A reading of 280° ± 10 °F is 
desired. 

(8) If required temperature is not ob- 
tained, turn temperature selector valve 
knob one-quarter turn clockwise to in- 
crease temperature, or counterclock- 
wise to decrease. Wait five minutes 
after temperature stabilizes, read the 
thermometer. Repeat one-quarter 
turns until desired range is obtained. 

Note. The initial test setting of the tem- 
perature selector valve knob should be made 
to maintain a lower temperature, so that 
all subsequent adjustment will be made 
clockwise to prevent overheating, 

(9) When .desired range is reached, check 
discharge temperature gage. If the 


temperature indicated is within 10°F 
plus or minus of the thermometer 
in the air hose, temperature gage may 
be considered accurate at high end of 
scale. If varation is greater than 
10 °F, note difference and take into 
account when operating heater. 

(10) After setting temperature selector 
valve to maintain the 280 °F, range, 
set temperature selector indicator knob 
to the HIGH position with the pointer 
on the knob touching the pin. Tighten 
the setscrew to hold knob on shaft. 

(11) Turn temperature selector valve knob 
counterclockwise to have temperature 
indicator knob pointer set at “1” on 
scald. After discharge air temperature 
appears to be stable, wait five min nfr* 
and read duct thermometer. A reading 
of 150 ± 10°F. is desired. 

(12) If reading is high, turn temperature 
selector valve knob counterclockwise 
until desired reading is obtained. This 
check is to determine if heater will 
operate at this low discharge temper- 
ature. If a lower temperature is ob- 
tained it is of little consequence. 

(13) Check discharge temperature gage 
against temperature on air hose ther- 
mometer as in stop (9) above. 

(14) Recheck maximum temperature and 
adjust temperature selector valve in- 
dicator knob if necessary. 

(15) Stop the heater (para 34). 

(16) Remove? thermometer from hole in air 
hose and patch inside of air hose using 
adhesive tape conforming to Specifica- 
tion PPP-T-60, Type III, Glass I. 


Section XVI. TIME TOTALIZING METER (BT400-40) 


101. General 

The time totalizing meter is a direct-reading 
indicator, driven by a belt (preformed packing) 
from the magneto pulley. Mounted above the 
magneto, the time totalizing meter records the 
operating time of the heater in hours. 


102. Time Totalizing Meter 

a. General.. The meter is mounted on a flange 
which is part of the mounting bracket. 

b. Removal. 

(1) Remove the power unit (para 12). 

(2) Remove magneto pulley and time 
totalizing meter drive belt (para 82). 
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(3) Remove four screws (3, fig. 29), lock- 
washers (10), and nuts (11) and re- 
move time totalizing meter (4). 

(4) Drive spring pin (6) from pulley and 
shaft and remove meter groove pulley 

(5) 

c. Cleaning and Inspection. 

(1) Clean all parts except drive belt, with 
a cloth dampened with an approved 
cleaning solvent and dry thoroughly. 

(2) Inspect time totalizing meter for 
cracked case, broken glass, damaged 
shaft, or other damage. Check belt 


Section XVII. ELECTRIC 

103. General 

a. The electric motor power unit is furnished 
as a part of the Model BT400-40 heater. The 
electric motor power unit requires a 208-220 
volt, 3-phase, alternating current power supply. 

b. The electric motor power unit may be used 
on the BT400-40-1 heater unit in the same 
manner as it is used on the 1 BT400-40 heater. 
The electric motor unit is a basic issue item 
with the BT400-40 heater only. 

1 04. Electric Motor Power Unit 

a. General. The electric motor power unit 
and bracket mount on the same resilient mounts 
provided to support the gasoline engine power 
unit. 

b. Removal. 

(1) Remove the electric motor power unit 
from the heater (para 12). 

(2) Remove four bolts (6, fig. 41), eight 
flat washers (7), and four self-locking 
nuts (13) and remove electric motor 

(1) from bracket (8). 

(3) Loosen three screws (2) and remove 
drive couping (5) and tapered bush- 
ing (4) from motor shaft by tapping 
with a soft hammer or using a suitable 
puller. Remove screws (2) and lock- 
washers (3) and separate tapered 
bushing and drive coupling. 

c. Cleaning and Inspection. 

(1) Clean all parts with and approved 
cleaning solvent and dry thoroughly. 


for stretching and wear. Inspect pulley 
for damage. Replace damaged parts. 

d . Installation. 

(1) Position meter groove pulley (5, fig. 
29) on time totalizing meter shaft and 
secure with spring pin (6). 

(2) Install time totalizing meter (4) on 
bracket and secure with four screws 

(3), lockwashers (10), and nuts (11). 

(3) Install meter drive belt (7) and mag- 
neto pulley (14) (par. 82). 

(4) Install power unit (para 12). 


MOTOR POWER UNIT 

(2) Inspect electric motor for damage. 
Check drive coupling and tapered 
bushing for cracks or damage. Inspect 
bracket for cracks, bends, or other 
damage. Weld minor cracks and 
straighten bends. Replace all damaged 
parts. 

d. Installation. 

(1) Install tapered bushing (4) on drive 
coupling (5) and install on motor 
shaft and secure! with three screws 
(2) and lockwashers (3). Position 
tapered bushing and drive coupling 
on shaft and tighten screws to secure 
taper lock. 

(2) Install electric motor (1) on bracket 
(8) and install four bolts (6), eight 
flat washers (7), and self -locking nuts 
(1.3). 

(3) Install electric motor power unit (para 
12). If necessary, adjust electric 
motor power unit forward or to the 
rear in slots on bracket to assure 
drive coupling mating with flexible 
rubber sleeve on fan shaft bearing. 

105. On-Off Switch 

a. General. The toggle switch is mounted on 
the side of the cover. 

b. Removal. 

(1) Remove cabinet (para 12). 

(2) Remove two screws (5, fig. 42) and 
lift cover (4) away from junction box. 
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MEC 4520-208-15/41 


1 Electric motor 

2 Screw, cap, hex hd, No. 10-24 x 1 in. (8) 

3 Washer, lock, No. 10 (3) 

4 Tapered bashing 

5 Drive coupling 

6 Bolt, machine, hex hd, 5/16-18 (4) 

7 Washer, flat, 5/16 in (8) 

8 Bracket 


9 Screw, machine, No. 10-24 x 3/8 in. (2) 

10 Engine exhaust plug 

11 Washer, lock, IT, No. 10 (2) 

12 Nut, plain, hex, No. 10-24 (2) 

18 Nut, self-locking, 6/16-18 (4) 

14 Dust plug 

15 Identification plate, power unit 

16 Rivet ( 4 ) 


Figure 4Jf. Electric motor power unit. 


(3) Tag and disconnect seven leads (1, 
fig. 43) from terminal block at rear 
of ON-OFF switch (2). 

(4) Remove boot (2, fig. 42) and switch 
nut (3) and remove ON-OFF switch. 
Remove gasket (3, fig.. 43) from cov- 
er (4). 

/4 


c. Cleaning and Inspection. 

(1) Cldan ON-OFF switch and cover with 
a cloth dampened in an approved 
cleaning solvent and dry thoroughly. 

(2) Inspect ON-OFF switch and cover for 
breaks, cracks, bends, damaged 
threads, missing terminals or hard- 
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Figure 4£. ON-OFF switch and cable , removal points . 


ware, improper operation, or other 
damage. Replace defective ON-OFF 
switch. Replace damaged cover or 
gasket. 


d. Installation. 

(1) Position gasket (3, fig. 43) in cover 
(4). Position ON-OFF switch in cover 
and secure with switch nut (3, fig. 
42). Install boot (2). 

(2) Connect the tagged leads (1, fig. 43) 
to terminal block at rear of ON-OFF 
switch (2). 

(3) Position cover, with attached switch, 
on junction box and secure with two 
screws (5, fig. 42). 

(4) Install cabinet (para 12). 


MEC 4520-208-15/43 


1 Lead (7) 

2 ON-OFF switch 

3 Gasket 

4 Cover 


Figure ON-OFF switch, removal points . 


106. Cable and Connector 

a. General , The 4-eonduotor cable is con- 
nected to the terminal block at the near of the 
ON-OFF switch. A cable connector attaches thef 
cable to the junction box cover. 

b. Removal. 

(1) Refer to paragraph 12 and remove 
electric motor power unit. 

(2) Refear to paragraph 105 and remove 
junction box cover and disconnect ca- 
ble! leads from ON-OFF switch. 


1 ON-OFF switch 

2 Boot 

S Switch nut 

4 Cover 

5 Screw (2) 

6 Cable 

7 Screw (2) 

8 Body 

9 Nut 
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(3) Remove nut (9, fig. 42) from junction 
box cover and remove cable (6), with 
attached connector, from junction box 
cover. 

(4) Loosen two screws (7) securing cable 
to connector body (8) and remove 
cable. 

(6) Remove nut (9) from connector body 
and remove gland washer and rubber 
bushing from nut (9). 
c. Cleaning and Inspection. 

(1) Wipe the cable clean with a cloth 
dampened with soap and water and 
dry thoroughly.. Clean metal parts in 
an approved cleaning solvent and dry 
thoroughly. 

(2) Inspect the cable for cuts, breaks, 
sharp kinks, deterioration, missing ter- 


minals, or other damage. Inspect 
connector for defects. Replace all 
damaged parts. 
d. Installation. 

(1) Position rubber bushing and gland 
washer in nut (9, fig. 42) and install 
nut on connector body (8) . 

(2) Insert cable (6) into the connector 
and secure by tightening two screws 
(7). 

(3) Install cable, with attached connector, 
on cover (4) and secure with nut (9). 

(4) Refer to paragraph 105 and connect 
cable leads to ON-OFF switch and in- 
stall ON-OFF switch and coveir on 
junction box. 

(5) Refer to paragraph 12 and install elec- 
tric motor power unit. 


Section XVIII. TRAILER COMPONENTS 


107. General 

a. The tubular framed trailer is designed to 
transport the heater. An adjustable tow bar is 
mounted on the front of the frame to be used 
in towing the trailer. 

b. A basket mounted on the front of the 
heater carries the 12-inch air hose and duct 
adapter. Duct hoi dens on the sides support and 
store the 6-inch air hose when not in use. 

108. Trailer Wheels 

a. General. The two trailer wheels are 
mounted on the axle and are the pneumatic- 
tire type. The wheels are free running, with no 
driving or braking components attached. 

b. Removal. 

(1) Remove wheel bearings (para 42). 

(2) Remove five nuts (11, fig. 44) and 
lockwashers (10) securing the wheel 
to hub assembly (2) and remove wheel 
and tire. 

(3) Remove outer and inner tapered roller 
bearing cups (3 and 13) and plain en- 
cased seal (14) from the hub assembly 
( 2 ). 

c. Disassembly. 

(1) Remove valve cap and valve core 
(27) from valve stem and allow air 
to escape from inner tube (7). 


(2) Remove eight rim bolts (12), lock- 
washdrs (5), and nuts (4) that secure 
outer rim (9) to inner rim (6). Sep- 
arate outer and inner rims and re- 
move from pneumatic tire (8) and 
inner tube (7). Remove inner tube 
from pneumatic tire. 

(3) Remove ribbed shoulder bolts (1) 
from hub assembly. Remove and dis- 
assemble the other wheel in the same 
manner. 

d. Cleaning, Inspection, and Repair. 

(1) Clean the tire and tube with mild soap 
and water and dry thoroughly. Re- 
move rust and scale from wheel as- 
sembly with a wire brush. 

(2) Clean all metal parts in an approved 
cleaning solvent and dry thoroughly. 

(3) Install valve cores and inflate the 
tubes and submerge in watetr. Check 
for air bubbles which will indicate a 
leak in the tube. Repair the tube if it 
is leaking. 

(4) Inspect the tires for wear, holes, cuts, 
broken cords, deterioration, or other 
damage. Replace a worn or damaged 
tire. 

(5) Inspect all metal parts for cracks, 
breaks, wear, damaged threads, cor- 
rosion, distortion, or other damage. 
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1 Bolt, ribbed, shoulder, 1/2-20 x 1 7/8 in. (10) 

2 Hub assembly (2) 

3 Outer tapered roller bearing cup 

4 Nut, plain, hex, 3/8 - 24 (16) 

6 Washer, lock, 3/8 in. (16) 

6 Inner rim (2) 

7 Inner tube, pneumatic (2) 

8 Pneumatic tire (2) 

9 Outer rim (2) 

10 Washer, lock, 1/2 in. (10) 

11 Nut, plain, hex, 1/2-20 (10) 

12 Bolt, rim, 8/8-24 x 3/4 in. (16) 

13 Inner tapered roller bearing cup 

14 Seal, plain, encased (2) (7, fig. 18) 

Figure H* Wheel , axle , and spring assemblies , exploded view . 

(6) Replace the seal and all damaged 
parts. 

e. Reassembly. 

(1) Install valve core (27) in valve stem. 

(2) Install five? ribbed shoulder bolts (1) 
in hub assembly (2). 

(3) Install inner tube (7) in pneumatic 
tire (8) and partially inflate the tube. 


Inspect the rollers in the beiaring 
cones for looseness or disco*lo»ration 
due to overheating. Inspect the outer 
and inner bearing cups for pits, 
grooves, and discoloration due to 
overheating. The bearings and cups 
must have a bright, smooth metallic 
finish. 


15 Axle assembly 

16 Plate (2) 

17 Washer, lock, 1/4 in. (8) 

18 Nut, plain, hex, 1/4-20 (8) 

19 Spring assembly (2) 

20 U bolt, 1/4-2 (4) 

21 Nut, slotted, hex, 9/16-18 (6) 

22 Pin, cotter, 1/8 x 1 1/2 in. (6) 

23 Trailer frame assembly 

24 Shackle (4) 

25 Lubrication fitting (6) 

26 Bolt, shackle (6) 

27 Valve core 
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(4) Position inner and outer rims on tire 
and tube, insert valve stem through 
hole in rim with hole (9), and secure 
by installing eight rim bolts (12), 
lockwashers (5), and nuts (4). 

f. Installation. 

(1) Install outer and inner tapered roller 
bearing cups (3 and 13). 

(2) Position assembled wheel on hut as- 
sembly and secure by installing five 
nuts (11) and lockwashers (10).. 

(3) Install wheel bearings and seal (para 
42). 

(4) Inflate tires to normal pressure, 20 
psi. 

Warning: When inflating trailer 
tires, remain to one side of tire rather 
than directly in front of it. Serious 
injury may result if tube blows out. 

(5) Install valve cap. 

109. Axle 

a. General. The axle, on which the wheels 
are mounted, is of the' stationary type. The 
axle is secured to the leaf springs with U-bolts. 

b. Removal. 

(1) Remove, trailer wheels and wheel bear- 
ings (para 42). 

(2) Remove four nuts (18, fig. 44) and 
lockwashers (17) securing axle! as- 
sembly (15) to spring assembly (19) 
and remove two U-bolts (20) and 
spring mounting plate (16). Remove 
two U-bolts from the other spring in 
the same manner and remove the axle 
assembly from the spring. 

c. Cleaning, Inspection, and Repair. 

(1) Clean all parts in and approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect all parts for breaks, cracks, 
bends, burs, damaged threads, or 
other damage. 

(3) Remove all burs from the spindle end 
of the axle. 

(4) Weld small breaks and cracks or re- 
place' a damaged axle. 


d. Installation. 

(1) Position the axle assembly (15) on the 
spring assemblies (19) and secure by 
installing the four U-bolits (20), two 
plates (16), eight lockwashers (17), 
and eight nuts (18). 

(2) Install trailer wheels and wheel bear- 
ings (para 42), 

110. Springs 

a. General. The trailer is equipped with leaf 
springs to absorb road shock while transpor ting 
heater. 

b. Removal. 

(1) Remove the axle (para 109). 

(2) Remove two cotter pins (22, fig. 44), 
slotted hex nuts (21), and shackle 
'bolts (26) securing two shackles (24) 
to trailer frame assembly (23) and 
spring assembly (19). Remove the 
shackles from the frame and the 
spring. 

(3) Remove 1 cotter pin (22), slotted hex 
nut (21), and shackle bolt (26) secur- 
ing other end of spring assembly (19) 
to trailer frame assembly (23) and 
remove spring. 

(4) Remove three lubrication fittings (25) 
from shackle bolts (26). Remove the 
other spring in the same manner. 

c. Cleaning and Inspection. 

(1) Clean all parts in an approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect all parts for breaks, cracks, 
bends, weakened condition, or other 
damage. 

(3) Replace all damaged or missing parts. 

d. Installation. 

(1) Install three lubrication fittings (26) 
on shackle bolts (26). 

(2) Position two shackles (24) on trailer 
frame assembly (23) and secure by 
installing shackle bolt (26), slotted 
hex nut (21), and cotter pin (22), 
Secure spring to shackles and trailer 
frame assembly in the same manner. 
Install the other spring in the same 
manner. 

(3) Install the axle (para 109). 
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111. Tow Bar and Pins 

а. General. An adjustable tow bar is mount- 
ed on the front of the trailer frame. Tow bar 
can be attached to the pintle of a towing 
vehicle or to another trailer. Each trailer has a 
pin assembly on the rear of the trailer frame 
for securing the tow bar of another trailer. 
The tow bar can be lowered to a vertical po- 
sition to form a support to keep the 1 trailer 
in a level position. 

б. Removal. 

(1) Support front end of trailer frame to 
keep it level. 

(2) Remove tow bar assembly (13, fig. 
45) from tow bar assembly (22) and 
trailer frame assembly (21). 

(3) Refmove screw (23) and self-locking 
nut (7) securing tow bar to trailer 
frame and remove tow bar. 

(4) Remove screw (12) and lockwasher 
(11) securing chain and tow bar pin 
assembly to the trailer frame and re- 
move the pin. 

(5) Remove pintle pin assembly (18) in 
the same manner. 

c. Cleaning and Inspection. 

(1) Clean all parts in an approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect all parts for breaks, cracks, 
bends, broken links, damaged threads, 
or other damage. Replace all unserv- 
iceable damaged parts. 

d. Installation. 

(1) Install two chains connected to pin 
assemblies (13 and 18) on trailer 
frame assembly (21) and secure with 
two screws (12) and lockwashers 
( 11 ). 

(2) Position tow bar assembly (22) on 
trailer frame and secure by installing 
screw (23) and self-locking nut (7). 

(3) Secure tow bar assembly (22) in the 
desired position by installing tow bar 
pin assembly (13). 

(4) Remove blocking (6(1) above). 

112. Basket 

a. General. The basket, mounted to the 

handle, affords storage for the 12-inch air hose 

and duct adapter. 


6. Removal. Remove four U-bolts (2, fig. 
45), lockwashers (5), and nuts (4) that secure 
basket (1) to handle and remove basket. 

c. Cleaning Inspection, and Repair. 

(1) Clean all parts in an approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect the basket and hardware for 
breaks, cracks, bends, damaged 
threads, or other damage. Straighten 
minor bends, weld all breaks and 
cracks, and replace damaged hard- 
ware. Replace the basket if it is un- 
serviceable. 

d. Installation. Position basket (1, fig. 45) 
on handle and secure by installing four U-bolts 
(2), lockwashers (5), and nuts (4). 

113. Duct Holders 

a. General.. The 6-inch air hose, when not 
■in use, are stored on the duct holders. 

b. Removal. 

(1) Remove screfw (10, fig. 45), lock- 
washer (9), and nut (8) that secure 
duct holder (14) to trailer frame and 
remove duct holder. 

(2) Remove remaining two duct holders 
(14) in the same manner. 

c. Cleaning and Inspection. 

(1) Clean all parts in an approved clean- 
ing solvent and dry thoroughly, 

(2) Inspect all parts for breaks, bends, 
cracks, damaged threads, missing 
parts, or other damage. Replace all 
missing or damaged parts. 

d. Installation. 

(1) Position duct holder (14, fig. 45) on 
trailer frame assembly (21) and se- 
cure by installing screw (10), lock- 
washer (9), and nut (8). 

(2) Install remaining two duct holders 
(14) in the same manner. 

114. Handle 

a. General. The handle, mounted on the 

front of the trailer frame, affords the opera- 
tor ease of movement when manually moving 

the heater about. 

b. Removal. 

(1) Remove the basket (para 112). 
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Basket 
Bolt, U (4) 

Handle, horizontal 

Nut, plain, hex, No. 10-24 (4) 

Washer, lock, No. 10 (4) 

Handle, right side 

Nut, self -locking, hex, 1/2-20 

Nut, self-locking, hex, 1/4-20 (5) 

Washer, flat, 1/4 in. (5) 

Screw, cap, hex hd, 1/4-20 x 1 3/4 in. (5) 
Washer, lock, 1/4 in. (2) 

Screw, machine, 1/4-20 x 5/16 in. (2) 

Pin assembly, tow bar 


14 Duct holder (8) 

15 Identification plate 

16 Rivet, solid (4) 

17 Wheel and tire assembly (fig. 18) 

18 Pin assembly, pintle 

19 Strap (4) 

20 Axle assembly (fig. 45) 

21 Frame assembly 

22 Tow bar assembly 

23 Screw, cap, hex hd, 1/2-20 x 2 1/2 in. 

24 Snow shield 

25 Button plug (5) 

26 Handle, left side 


Figure 45. Trailer assembly, exploded view . 


(2) Remove two screws (10, fig. 45), 
lockwashers (9), and nuts (8) that 
secure handle and snow shield (24) to 
trailer frame and remove handles (3, 
6, and 26) and snow shield. 

c. Cleaning, Inspection, and Repair, 

(1) Clean all parts in an approved clean- 
ing solvent and dry thoroughly. 


(2) Inspect all parts for breaks, cracks, 
bends, damaged threads or other dam- 
age. Weld small breaks and cracks, 
straighten minor bends, or replace all 
damaged or missing parts. 
d. Installation. 

(1) Place side handles (6 and 26) on 
horizontal handle (3). Position as- 
sembled handle and snow shield (24) 
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on trailer frame and secure by install- 
ing two screws (10), lockwashers (9) 
and nuts (8). 

(2) Install the basket (para 112). 

115. Trailer Frame 

a. General. The trailer frame, of welded, 
tubular steel construction, affords ease of 
transportation for the heater. 

b. Removal. 

(1) Remove the handle (para 114). 

(2) Remove the duct holders (para 113). 

Note. Step (3) below, pertains only to 
Model BT400-40 heaters. 

(3) Remove four straps (19, fig. 45) and 
lift heater from trailer frame assem- 
bly (21). 

Note. Steps (4) and (5) below pertain 
only to Model BT 40 0-40-1 heaters. 

(4) Remove four straps (19). 

(5) Remove eight screws (21, fig. 39) and 
self-locking nuts (24) securing skid 
base (26) to trailer frame assembly 
(21, fig. 46) and lift heater from 
trailer frame. 


TM 5-4520-208-15 

(6) Remove the tow bar and pin (para 

111 ). 

(7) Remove the springs (para 110). 

c. Cleaning, Inspection, and Repair. 

(1) Clean the trailer frame with a* ap- 
proved cleaning solvent and dry 
thoroughly. 

(2) Inspect the trailer frame for breaks, 
cracks, bends, broken welds, or 
other damage. Weld all breaks, cracks, 
or broken welds. Replace the trailer 
frame if unserviceable. 

d. Installation. 

(1) Install the springs (para 110). 

(2) Install the tow bar and pin (para 

111 ). 

(3) Position the heater on the trailer 
frame (para 11). 

Note. Step (4) below pertains only to 
Model BT400— 40-1 heaters. 

(4) Secure skid base (26, fig. 39) by in- 
stalling eight screws (21) and self- 
locking nuts (24). 

(5) Install four straps (19, fig. 45) to 
secure heater to trailer frame. 

(6) Install the' duct holders (para 113). 

(7) Install the handle (para 114). 
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CHAPTER 4 

DEMOLITION, SHIPMENT, AND LIMITED STORAGE 




Section I. DEMOLITION OF HEATER TO PREVENT ENEMY USE 


116. General 

When capture or abandoment of the heater 
to an enemy is imminent, the responsible unit 
commander must make the decision either to 
destroy the heater or to render it inoperative. 
Based on this decision, orders are issued which 
cover the desired extent of destruction. What- 
ever method of demolition is employed, it is 
essential to destroy the same vital parts of all 
heaters and all corresponding repair parts. 

117. Demolition to Render the Heater 

Inoperative 

a. Misuse. 

( 1 ) Remove the three heat sensing ele- 
ments from the discharge end of the 
heater and sever from the capillary 
tubes. 

(2) Set the temperature selector indicator 
knob to the HIGH position. 

(3) Remove the governor linkage from 
the 1 carburetor. 

(4) Start the heater and allow to run at 
ungoverned speed until the heater 
fails. 

Warning: This method may even- 
tually cause the fuel tank to explode. 
Keep at a safe distance after starting 
the heater. 

b. Mechanical Means. 

(1) Puncture the heat exchanger, fuel 
tank, and tires with a pickax. 

(2) Use a sledge hammer, pickax, or any 
other heavy tool available to destroy 
the heat exchanger, fuel atomizing 
nozzle, fuel pump, magneto, fuel con- 
trol, and both power units. 


1 1 8. Demolition by Explosives or Weapons’ 

Fire 

a. Explosives. Refer to figure 46 and place 
as many of the following charges as the situa- 
tion permits, and detonate them simultaneously 
with detonating cord and a suitable detonator: 

(1) One 1/2-pound charge on each, wheel. 

(2) One 1/2-pound charge inside the ex- 
haust stack. 

(3) One 1/2-pound charge under the! pow- 
er unit. 

b. Weapons’ Fire. Fire on the heater with 
the heaviest weapons available. 

119. Other Demolition Methods 

a. Scattering and Concealment. Remove’ all 
easily accessible vital parts, such as the. fuel 
pump, magento, fuel atomizing nozzle, igniter 
plug, and sensing elements. Remove the! carbu- 
retor, spark plug, and starter from the gasoline 
engine power unit. Remove the cooling fan, 
rotor, and cable from the electric motor power 
unit. Scatter them through dense foliage, bury 
them, or throw them in a body of water. 

b. Burning. Puncture the top of the fuel 
tank. Pack rags, clothing, or canvas around the! 
interior of the cabinet. Saturate with gasoline, 
oil, or diesel fuel and ignite. 

c. Submersion. Totally submerge the heater 
in a body of wate*r to provide some water 
damage and concealment. Salt water will do 
the greatest damage to metal parts. 

120. Training 

All operators should receive thorough train- 
ing in the destruction of the heater. Ref to 
FM 6-25. Simulated destruction, using all of 
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the methods listed above, should be included 
in the operator training program. It must be 
emphasized in training, that demolition opera- 
tions are usually necessitated by critical situa- 
tions when time available for destruction is 


limited. For this reason, it is necessary that op- 
erators be thoroughly familiar with all methods 
of destruction and be able to carry out demoli- 
tion instructions without reference to this or 
any other manual. 


ONE 1/2-POUND CHARGE 
INSIDE THE EXHAUST STACK 



Figure 46. Placement of chwrges. 

Section II. SHIPMENT AND LIMITED STORAGE 


1 21 . Preparation of Equipment For 
Shipment 

a. General. Detailed instructions for the 
preparation of the heater for domestic shipment 
are outlined within this paragraph. Preserva- 
tion will be accomplished in a sequence that will 
not require the operation of previously pre- 
served components. 


6. Inspection. The heater will be inspected 
for any unusual conditions such as damage, 
rusting, accumulation of water, and pilferage. 
Inspection of individual components and assem- 
blies will be as outlined on the “Preventive 
Maintenance Service, Quarterly” in this manual. 

c. Cleaning and Drying. All contamination 
shall be removed from the heater by an ap- 
proved method. Approved methods of cleaning, 
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drying, type of preservatives, and methods of 
application are described in TM 38-230. 

d. Painting. Paint all surfaces where the 
paint has been removed or damaged. Refer to 
TB ENG 60 for detailed cleaning and painting 
instructions. 

e. DA Form 2258 (Depreservation Guide of 
Engineer Equipment). 

(1) A properly annotated depreservation 
guide will be completed concurrently 
with preservation for each heater. Any 
peculiar requirements will be out- 
lined in the blank spaces on the 
form. The completed depreservation 
guide' will be placed with the heater 
in a waterproof envelope marked 
“Depreservation Guide 1 ,” and fastened 
in a conspicuous location on or near 
the operator’s controls. 

(2) Prior to placing equipment in opera- 
tion or to the extent necessary for in- 
spection, depreservation of the item 
shall be performed as outlined on the 
depreservation guide. 

/. Sealing of Openings. Openings that will 
permit the direct entry of water into the in- 
terior of gasoline engine power unit, electric 
motor, motor junction box, exhaust stack, and 
control panel and air inlet doors shall be sealed 
with pressure sensitive tape conforming to 
Specification PPP-T-60. Type III, Class I. Re- 
fer to TM 5-2805-208-14 for instructions on 
preparation for shipment of the gasoline en- 
gine. 

g. Fuel Tank. Drain the fuel tank after en- 
gine preservation and fog interior with pre- 
servative oil conforming to Specification MIL- 
L-21260. 

h. Exterior Surfaces. Coat exposed machined 
ferrous metal surfaces with preservation con- 
forming to Specification MIL-C-11796, Class 
III. If preservative is not available cup grease 
may be used. 

i. Marking. Markings shall conform to MIL- 
STD-129. 


j. Disassembly, Disassembled Parts, and 
Basic Issue Items. 

(1) Provide a box of sufficient size to 
pack the power unit not installed on 
the heater and the items listed on the 
Basic Issue Items list is Appendix IIL 

(2) Refer to TM 38-230 for additional 
packing information to provide ade- 
quate protection against damage 
during shipment. 

122. Loading Equipment for Shipment 

a. Use appropriate materials handling equip- 
ment of sufficient capacity to lift the heater 
on the carrier. Load the wooden box on the 
carrier. 

b. Secure the heater and wooden box to the 
carrier with blocking and metal straps to pre- 
vent movement during transit. 

c. Cover the heater and box with a water- 
proof covering. 

123. Preparation of Equipment for Storage 

a. General. Detailed instructions for prepara- 
tion of the heater for limited storage are de- 
tailed in paragraph 121. Limited storage is de- 
fined as storage not to exceed six (6) months. 
Refer to AR 743-505. 

b. Storage Site. Every effort should be made 
to provide! covered storage for the heater. If 
this is possible, select a firm, level, well drained 
storage location, protected from prevailing 
winds. Position the heater on heavy planking. 
Cover the he'aber with a tarpaulin or other 
suitable waterproof covering and secure in a 
manner that will provide the heater maximum 
pretection from the elements. 

1 24. Inspection and Maintenance of 
Equipment in Storage 

Every ninety (90) days the heaters in stor- 
age Will be inspected as outlined on the “Pre- 
ventive Maintenance Services, Quarterly” and 
operated long enough to assure complete lubri- 
cation of all bearings. After each inspection 
period the heater shall be represerved as out- 
lined in paragraph 121. 
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CHAPTER 5 

DIRECT AND GENERAL SUPPORT AND DEPOT 
MAINTENANCE INSTRUCTIONS 


Section I. GENERAL 


125. Scope 

These instructions are published for the! use 
of direct support, general support, and depot 
maintenance personnel maintaining the B400- 
40 and BT400-40-1 heatdrs. They provide 
maintenance of the! equipment which is beyond 
the scope of tools, equipment, personnel, or 


supplied normally available to using organiza- 
tion. 

126. Record and Report Forms 

For the record and report forms applicable to 
direct support, general support, and depot 
maintenance, refer to TM 38-750. 

Note. Applicable forms shall be kept in a canvas case 
mounted on the equipment. 


Section II. DESCRIPTION AND DATA 


127. Description 

A general description of the heater and the 
location and description of the identification 
and instruction plates are contained in para- 
graph 3 and 4 of this manual. The repair and 
main tenance instructions are described in ap- 
propriate sections of this manual. 

128. Tabulated Data 

a. General. This paragraph contains all the 


overhaul data pertinent to diretet and general 
support and depot maintenance personnel. 

b. Engine Repair and Replacement Standards. 
Refer to TM 5-2805-208-14 for repair and re- 
placement standards for the Model 1A08-III 
Military Standard Engine provided with the 
heater. 

c. Nozzle. 

Fuel flow 


.8.825 gph max. 
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CHAPTER 6 

GENERAL MAINTENANCE INSTRUCTIONS 


Section I. SPECIAL TOOLS AND EQUIPMENT 


1 29. Special Tools and Equipment 

No special tools or equipment are required 
by direct support, general support, and depot 
maintenance' personnel for performing mainte- 
nance on the heater. 

130. Direct Support, General Support and 
Depot Maintenance Repair Parts 

Direct support, general support, and depot 


maintenance repair parts are listed and illus- 
trated in TM 5-4520-208-25P. 

131. Specially Designed Tools and 
Equipment 

No specially designed fools and equipment 
are required by direct support, general support, 
and depot maintenance personnel for perform- 
ing maintenance on the 1 heater. 


Section ii. TROUBLESHOOTING 


132. General 

This section provides information useful in 
diagnosing and correcting unsatisfactory opera- 
tion or failure of the heater or any of its 
components. Each trouble symptom stated is 
followed by a list of probable causes of trouble. 
The possible remedy recommended it described 
opposite the probable causes. 

1 33. Gasoline Engine Power Unit Troubles 

For a listing of troubles and possible rem- 
edies pertaining to the Model 1A08-III Military 
Standard Engine, refer to TM 5—2805—208—14. 

1 34. Electric Motor Power Unit Lacks Power 

Probable cause Possible remedy 

Bearings defective Repair electric motor 

(para 172). 

135/ Electric Motor Power Unit Overheats 

Probable cause Possible remedy 

Rotor and/or windings Repair electric motor 

defective. (para 172). 

Bearings defective Repair electric motor 

(para 172). 


136. Electric Motor Power Unit Noisy 

Probable cause Possible remedy 

Motor interior dirty Clean the motor. 

Bearings dirty or worn .Clean bearings or repair 

electric motor (para 
172). 

1 37. Heater Ignition Fails 


Note. To determine whether failure of the heater to 
ignite is caused by a faulty ignition system or fuel 
system, it will expedite localizing the fault if the 
following method is used. Remove the clamp, nozzle 
holder, and combustor plate (para 77). If raw fuel is 
present in the combustion chamber, inspect the trouble 
symptoms pertaining to the ignition system. If no raw 
fuel is present in the combustion chamber, inspect the 
trouble symptoms pertaining to the fuel system. 

Probable cause Possible remedy 

Magneto points defective — Replace magneto point 

contact set (para 159). 

Magneto defective Repair magneto (para 

159). 

Fuel pump defective Repair fuel pump (para 

155). 
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138. Heater Exhaust Smoking Excessively 

Probable cause Poemble remedy 

Air flow restricted Remove restriction. 

1 39. Combustor Fire Cuts Out on Overheat 

Probable cause Feasible remedy 

Temperature selector valve Replace temperature 
sensing element capillary selector valve (paras 
tube ruptured. 100 and 157) . 

1 40. Combustor Fire Fails to Cut Out on 
Overheat 

Probable cause Possible remedy 

Temperature selector Replace defective tempera- 

valve defective. ture selector valve (paras 

100 and 167). 


1 41 . Discharge Air Temperature Not in 
Correct Range or Temperature 
Fluctuates 


Probable cause 

Temperature selector 
valve defective. 

142. Maximum Heat 

Probable cause 

Fuel control damaged 

Temperature selector 
valve defective. 


Combustor or heat 
exchanger damaged. 


Possible remedy 

Replace defective tempera- 
ture selector valve 
(paras 100 and 157). 

Not Obtainable 

Possible remedy 

..Replace fuel control 
(paras 100 and 157). 

Replace defective 
temperature selector 
valve (paras 100 and 
167). 

Replace combustor or heat 
exchanger (paras 161 
and 166). 


Section III. REMOVAL AND INSTALLATION OF MAJOR 


COMPONENTS 


143. Power Units 

Refer to paragraph 12 for removal and in- 
stallation of the gasoline engine' and electric 
motor power units. 

144. Heater Magneto 

Refer to paragraph 82 for removal and in- 
stallation of the? heater magneto. 

145. Heater Fuel Pump 

a. BT 400-40. Refer to paragraph 85 for re- 
moval and installation of the heater fuel pump. 

b. BT 400-40-1 j Refer to paragraph 90 for re- 
moval and installation of the heater fuel pump. 

1 46. Vaneaxial Fan and Mounting Ring 

Refer to paragraph 77 for removal and 
’isassembly of the vandaxiahfan and mounting 
ing. 

47. Fuel Atomizing Nozzle 

a. BT 400—40. Refer to paragraph 87 for re- 
nova] and installation of the fuel atomizing 
ozzle. 

b. BTJf.00~4.0~l. Refer to paragraph 92 for 
emoval and installation of the fuel ato mizing 
lozzle. 


148. Fuel Control Components 

Refer to paragraph 97 through 100 for re- 
moval and installation of control tube assem- 
blies, fuel valves, and discharge temperature 
gage. 

1 49. Heater Exhaust System 

Refer to paragraph 79 and 80 for removal 
and installation of the engine exhaust ex- 
tensions and exhaust stack. 

1 50. Heater Combustor 

a. Removal. 

(1) Remove power unit (para 12), 

(2) Remove combustor plate (para 88). 

(3) Remove nozzle holder (para 87, BT- 
400-40 or para 92, BT400-40-1). 

(4) Remove 16 self-locking nuts (9, fig. 
35) and flat washers (8) securing 
combustor assembly (6) to heat ex- 
changer. Remove combustor and gas- 
ket (7) from heat exchanger. 

b. Installation. 

(1) Position toe gasket (7, fig. 36) and 
combustor assembly (6) on heat ex- 
changer. Locking tabs on combustor 
must be in a vertical position. Secure 


90 



TM 5-4520-208-15 


combustor with 16-self-locking nuts 
(9) and flat washers (8). 

(2) Install combustor plate (5) as de- 
scribed in paragraph 83. 

(3) Install nozzle holder (par. 87, BT- 
400-40 or para 92, BT400-40-1). 

(4) Install power unit (para 12). 

151. Air Control Components 

a. Removal. 

(1) Remove duct adapter assembly and 
sensing units (paras 99 and 100) 

(2) Remove cotter pin (2, fig. 47), hand- 
wheel (3), flat washer (4), and rub- 
ber washer (5) and remove damper 
control (14). 



1 Screw, machine, No. 10-24 x 3/8 in (8) 

2 Pin, cotter, 1/16 x 1/2 in. 

8 Handwheel 

4 Washer, flat, 1/4 in. 

6 Washer, rubber 

6 Screw, machine, No. 10-24 x 3/8 in. (4) 

7 Washer, lock, No. 10 (4) 

8 Nut, plain, hex, No. 10-24 (4) 

9 Casing 

10 Air control baffle (4) 

11 Washer, lock, No. 10 (3) 

12 Nut, plain, hex, No. 10-24 (3) 

13 Air control 

14 Pamper control 

Figure U7. Air control, removal points. 


(3) Remove four screws (6), lockwashers 
(7), and nuts (8) securing four air 
control baffles (10) to the air control 
(13) and remove air control baffles. 

(4) Remove three screws (1), lockwashers 
(11), and nuts (12) securing air con- 
trol to casing (9) and remove air 
control. 

(5) Remove two nuts (10, fig. 49) and 
lockwashers (11) and remove! bulb 
support (13) from duct adapter as- 
sembly. 

b. Installation. 

(1) Position the air control (13, fig. 47) 
in casing (9) and install three screws 

(1), lockwashers (11), and nuts (12). 

(2) Position the four air baffles (7, fig. 
48) on air control and secure with 
four screws (6), lockwashers (8), 
and nuts (9) . 

(3) Install bulb support (13) on duct 
adapter (12) and secure with four 
nuts (10) and two lockwashers (11). 

(4) Install damper control (14, fig. 48) 
and secure with rubber washer (5), 
flat washer (4), handwheel (3), and 
cotter pin (2). 

(5) Install sensing units and duct adapter 
assembly (paras 99 and 100). 

152. Heat Exchanger 

a. Removal. 

(1) Removal power unit (para 12). 

(2) Remove the exhaust stack (para 80). 

(3) Remove the combustor (para 150). 

(4) Remove the air control (para 151). 

(5) Slide the heat exchanger (17, fig. 48) 
from the casing. 

(6) Retaove gasket (18). 

b. Installation. 

(1) Slide heat exchanger (17, fig. 48) 
into casing and position to line up 
exhaust stack holes in heat exchanger 
with holes in casing and gasket (18). 

(2) Install the air control (para 151). 

(3) Install exhaust stack (para 80). 

(4) Install combustor (para 150). 

(5) Install power unit (para 12). 


91 



TM 5-4520-208-1 5 



1 Pin, cotter, 1/16 x 1/2 in. 

2 Handwheel 

3 Washer, flat, 1/4 in. 

4 Washer, nonmetallic 

5 Damper control 

6 Screw, machine, No. 10-24 x 3/8 in. (4) 

7 Air baffle (4) 

8 Washer, lock, No. 10 (7) 

9 Nut, plain, hex, No. 10-24 (7) 


10 Nut, plain, hex, No. 10-24 (4) 

11 Washer, lock, IT, No. 10 (2) 

12 Duct adapter 

13 Support, bulb 

14 Screw, machine, No. 10-24 x 3/8 Phil hd (3) 

15 Air Control 

16 Drain tube 

17 Heat exchanger 

18 Gasket 


Figure 48. Heater exchanger and air control exploded view . 


153. Casing, Bulkheads, and Base 

a. Removal. 

(1) Remove power unit (para 12), and 
cabinet (para 70). 

(2) Remove fuel pump and tube assem- 
blies (para 85, BT400-40 or para 90, 
BT400-40-1). 

(8) Remove power unit hose assembly 
(para 86, BT400-40 or para 91, 
BT400-40-1). 

(4) Remove fuel atomizing nozzle (para 
87, BT400-40 or par. 92, BT400-40- 
1 ). 

(5) Remove heater fuel filter (para 88, 
BT400-40 or para 93, BT40(MO-1). 


(6) Remove fuel tank (para 95) and heat- 
er controls and block (para 100). 

(7) Remove engine exhaust pipe (para 79) 
and exhaust stack (para 80). 

(8) Remove! magneto (para 82) and igni- 
tion cable (para 83). 

(9) On Model BT400-40, remove time 
totalizing meter (para 102). 

(10) Remove air control (para 151). 

(11) Remove heat exchanger (para 152). 

(12) Remove sixteen screws (43, figv 49) 
and lockwashers (42) and remove left 
and right side panels (41 and 50) 
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(13) Remove three screws (6), lockwash- 
ers (7) and nuts (8) and remove top 
bulkhead (16) from heater. 

(14) Remove four screws (30), lockwashers 
(31), flat washers (32), and special 
washers (33). Remove casing (29) 
from skid top. Remove bottom bulk- 
head (34). 

(16) Remove elight screws (66) and self- 
locking nuts (49) and remove two 
thumb screws (54) and resilient 
mounts (66). 

(16) Remove six screws (30) and lock- 
washers (31) and remove power unit 
support (48). 
b. Installation . 

(1) Install power unit support (48, fig. 
49) on skid cover (40) and secure 
with six screws (30) and lockwashers 

(31). 

(2) Install two resilient mounts (56) and 
thumb screws (54) and secure with 
eight screws (55) and self-locking 
nuts (49). 

(3) Install bottom bulkhead (34) on skid 
cover. Install casing (29) and secure 
with four screws (30), lockwashers 
(31), flat washetrs (32), and special 
washers (33). 


(4) Install top bulkhead (16) over casing 
and secure to bottom bulkhead with 
three screws (6), lockwashers (7), 
and nuts (8). 

(5) Install left and right side panels (41 
and 50) and secure with sixteen 
screws (43) and lockwashers (42). 

(6) Install heat exchanger (para 152). 

(7) Install air control (para 151). 

(8) On Model BT400-40, install time 
totalizing meter (para 102). 

(9) Install magneto (para 82) and ignition 
cable (para 83). 

(10) Install exhaust system components 
(paras 79 and 80). 

(11) Install fuel tank (para 95) and heat- 
er controls and block (para 100). 

(12) Install heater fuel filter (para 88, 
BT40Q-40 or para 93, BT400-40-1). 

(13) Install fuel atomizing nozzle (para 87, 
BT400-40 or para 92, BT400-40-1). 

(14) Install power unit hose assembly (para 
86, BT400-40 or para 91, BT400-40- 
1 ). 

(15) Install fuel pump and tube assemblies 
(para 85, BT400-40 or para 90 BT- 
400-40-1). 

(16) Install cabinet (para 70) and power 
unit (para 12). 
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1 Carriage bolt (2) (BT400-40-1) 

2 Removable bar, right hand (BT400-40-1) 

3 Support bracket (2) (BT40 0-40-1) 

4 Support stop, right hand (BT400-40-1) 

5 Top door support, right side (BT400-40-1) 

6 Screw, machine, No. 10-24 x 3/8 in. 

(13 rqr on BT400-40, 17 rqr on 
BT400-40-1) 

7 Washer, lock, IT, No. 10 (15 rqr on 

BT400-40, 19 rqr on BT400-4Q-1) 

8 Nut, plain, hex, No. 10-24 (13 rqr on 

BT400-40, 17 rqr on BT400-40-1) 

9 Hinge support bracket (BT400-40-1) 

10 Top door support, left side (BT400-40-1)- 

11 Nut, plain, hex (2) (BT400-40-1) 

12 Bar assembly, left hand (BT400-40-1) 

13 Fiber washer (2) (BT400-40-1) 

14 Support stop, left hand (BT400-40-1) 

15 Removable bar, left hand (BT400-40-1) 

16 Upper bulkhead 

17 Exhaust shield 

18 Identification plate (BT400-40) 

19 Rivet, blind, 1/8 x 3/16 in. (12) 

20 Identification plate (BT400-40-1) 

21 Pin, tapered, plain (2) 

22 Exhaust conductor 

23 Flange 

24 Helical compression spring 

25 Exhaust pipe 

26 Chain (2) 

27 Master instruction plate 

28 Adapter outlet cover 

29 Casing 

30 Bolt, machine, hex hd, 5/16-18 x 1/2 in. (10) 

31 Washer, lock, IT, 5/16 in (10) 

32 Washer, flat, 5/16 in. (4) 

33 Washer, special (4) 

34 Lower bulkhead 

35 Nut, plain, hex, 1/4-20 (3) 

36 Washer, lock, 1/4 in. (3) 

37 Publications case 

38 Washer, lock, 1/4 in. (3) 


39 Screw, cap, hex hd, 1/4-20 x 3/4 in, (3) 

40 Skid cover 

41 Left side panel 

42 Washer, lock, IT, 1/4 in. (16 rqr on 

BT400-40, 19 rqr on BT400-40-1) 

43 Screw, cap, hex hd, 1/4-20 x 1/2 (16 rqr on 

44 Identification plate (BT400-40-1) 

45 Rivet (4) (BT400-40-1) 

46 Latch (2) 

47 Rivet, tubular (4) 

48 Power unit support 

49 Nut, self-locking, hex, No. 10-24 (8) 

50 Right side panel 

51 Grommet, rubber 

52 Identification plate 

53 Rivet (4) 

54 Thumb screw (2) 

55 Screw, machine, No. 10-24 x 1-5/8 in. (8) 

56 Resilient mount (2 rqr) 

57 Screen, machine, No. 10-24 x 7/8 (2) 

58 Capillary tube shield 

59 Rivet, tubular 

60 Washer, flat, No. 8 

61 Exhaust stack cover 

62 Gasket 

63 Exhaust stack 

64 Washer, flat, No. 8 (12) 

65 Screw, Machine, No. 8-32 x 3/4 in. (12) 

66 Exhaust pipe, w/out screen 

67 Exhaust pipe, w/screen 

68 Fuel system diagram instruction plate 

69 Spacers (as rqr) 

70 Bracket 

71 Washer, flat, No. 10 (2) 

72 Exhaust flange 

73 Screw, machine, No. 8-32 x 3/8 in. (4) 

(BT400-40-1) 

74 Washer, lock, IT, No. 8 (4) (BT400-40-1) 

75 Nut, plain, hex, No. 8-32 (4) (BT400-40-1) 

76 Bar assembly, right hand (BT400-40-1) 


Figure U9 — Continued. 
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1 End plug 

2 Washer, nonmetallic (gasket) 

3 Spring seat 

4 Helical compression spring 

5 Piston 

6 Pipe plug, 1/4 NPT 

7 Pump body 

8 Pump shaft 

9 Pump seal assembly 

10 Spring 

11 Spring washer 

12 Packing, preformed 

13 Seal housing 

14 Seal face 

L5 Bearing retainer 

L6 Screw, machine, No. 10-32 x 1/2 in. (3) 

17 Washer, lock, IT, No. 10 (3) 

18 Pin, grooved, headless, 3/16 x 1/2 in. (2) 

19 Ball bearing, annular 

20 Packing, preformed 

21 Piston sleeve 

22 Retainer sleeve 


23 End plug 

24 Washer, nonmetallic (gasket) 

25 Packing, preformed 

26 Roller 

27 Drive key 

28 Crescent 

29 Pin (2) 

30 End plate 

31 Strainer 

32 Screw, machine, No. 10-32 x 1 5/8 in. (6) 

33 Gasket 

34 Pump cover 

35 Screw, cap, hex hd, 1/2-20 x 1 1/8 in. (8) 

36 Rotor 

37 End cap nut 

38 Gasket 

39 Adjusting screw 

40 Rotor housing 

41 Port housing 

42 Gasket 

43 Gasket 


Figure 50 . Fuel pump, exploded view . 


96 


TM 5-4520-208-15 


CHAPTER 7 

SPECIFIC REPAIR INSTRUCTIONS 


Section I. FUEL PUMP 


154. General 

Fuel is drawn from the fuel tank by the 
fuel pump. The pump is driven by the V-belt 
and is operating continuously whenever the 
power unit is operating. 

1 55. Fuel Pump 

a. Removal. Remove the fuel pump (para 85, 
BT400-40 or par. 90, BT400-40-1). 

b. Disassembly. 

(1) Remove eight screws (35, fig. 50) 
securing pump cover (34) to fuel 
pump body (7) and remove! pump 
cover, gasket (33), and strainer (31), 

(2) Remove five screws (32) and remove 
end plate (30). Remove assembled 
rotor housing (40), rotor (36), roller 
(26), and drive key (27). 

(3) Remove drive key, roller, and rotor 
from rotor housing. 

(4) Remove crescent (28) and two pins 
(29) from end plate (30). 

(5) Remove port housing (41) and gaskets 
(42 and 43). 

(6) Remove three screws (16) and lock- 
washers (17) securing bearing retain- 
er to pump body and remove bearing 
retainer. Remove ball bearing (19) 
and two pins (181 from retainer. 

(7) Pull the drive shaft (8) from pump 
body. Remove seal (14) from drive 
shaft and packing (20) from seal. Dis- 
card packing. 

(8) Remove seal housing (13) and pack- 
ing (12) from drive shaft. 

(9) Remove spring washer (11) and 
spring (10) from seal housing. 


(10) Remove end plug (1), washer (2), 
spring seat (3), and spring (4) from 
pump body. 

(11) Remove end cap nut (37) and gasket 
(38) from adjusting screw end plug 

(1) and remove adjusting screw (39). 

(12) Remove nozzle end plug (23), piston 
sleieve washer (22) and gasket (24) 
from pump body. 

(13) Press the piston (5) and piston sleeve 
(21) from pump body. Remove and 
discard packing (25). 

(14) Remove pipe plug (6). 

c. Cleaning, Inspection, and Repair. 

(1) Clean all parts with approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect piston seat on adjusting screw 
end plug and piston to determine 
whether valve will seat properly. Re- 
place both parts if seat is scratched 
or damaged, 

(3) Inspect roller and rotor for chipped, 
cracked, worn, or broken teeth. Re- 
place damaged parts. 

(4) Insert piston in piston sleeve and 
move in and out to check for binding. 
Dress piston with crocus cloth if nec- 
essary to relieve binding. 

d. Assembly and Installation. 

(1) Install pipe plug (6, fig. 50) in pump 
body (7). 

(2) Install gasket (2) and adjusting. screw 
end plug (1) in the pump body 

(3) Install new packing (25) on piston 
sleeve (21), coat the piston sleeve 
with oil, and insert piston sleeve! in 
pump body until sleeve contacts ad- 
justing screw end plug. 
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(4) Remove adjusting screw end plug (1). 
Install the piston (5), piston spring 
(4), spring seat (3), gasket (2), and 
install adjusting screw end plug to 
secure parts. 

(5) Position the' piston sleeve washer (22) 
on the piston sleeve (21) and gasloet 
(24) on nozzle end plug (23) and 
install end plug in pump body. 

(6) Insert spring (10) into seal housing 

(13) on rotor shaft and secure with 
spring washer (11). 

(7) Install new packing (12) and seal 
housing on drive shaft. 

(8) Install new packing (20) on seal 

(14) and install seal on drive shaft. 

(9) Position the drive shaft, with seals, 
in pump body. 

(10) Pack ball bearing (19) in grease 
(MIL-G-23827) and press bearing in- 
to bearing retainer (15). Install two 
pins (18) in bearing retainer. 

(11) Install retained and beaming on drive 
shaft and secure with three screws 
(16) arid lockwashers (17). 

(12) Install gasket (42 and 43) on port 
housing (41) and install housing on 


pump body. Position port housing .to 
aline mounting holes in housing with 
holes in pump body. 

(13) Install two pins (29) and crescent 
(28) on end plate (30). 

(14) Place rotor (36) in rotor housing 
(40) and position both over crescent 
on end plate. Install roller (26) and 
drive key (27) in rotor. 

(15) Install end plate, with associated. parts 
on drive shaft, with slot in shaft en- 
gaging drive key. 

(16) Aline end plate (30), rotor housing 
(40), and port housing (41) with one 
screw (32). Install second screw (32) 
but do not tighten. 

(17) Install remaining three screws (32) 
and tighten each screw alternately, a 
little at a time, until all five screws 
are tight. 

(18) Position strainer (31), gasket (S3), 
and pump cover (34) on pump body 
(7) and secure with eight screws 
(35). 

(19) Install and adjust fuel pump (para 85, 
BT400-40 or par. 90, BT400-40-1). 


Section II. FUEL CONTROL 


156. General 

a. The fuel control is the centralized control 
of fuel flow to the heater. The fuel valves 
control fuel to the burner and select and reg- 
ulate the discharge air temperature. 

b. The two valves are coupled together with 
a block, which also serves as a mount for the 
valves. An overflow tube carries excess fuel 
from the block to the fuel tank. 

157. Fuel Control 

a. Removal. Remove the block with the 
valves attached (para 100). 

b. Disassembly. 

(1) Remove two bolts (10, fig. 51) and 
remove, fuel control valve (3) and 
temperature selector valve (7) from 
block (8). Remove two preformed 


packings (9) from block. Remove two 
preformed packings (2) from block. 
Discard preformed packings. 

(2) Drive spring pin (4) from stem (6) 
and temperature selector valve (7). 
Remove stem, 

(3) Remove pipe plug (1) from block. 

c. Cleaning, Inspection, and Repair. 

(1) Clean the valves with a cloth damp- 
ened in an approved cleaning solvent 
and dry thoroughly. 

(2) Clean all metal parts in an approved 
cleaning solvent and dry thoroughly. 
Clean all passages in block with par- 
ticular care. 

(3) Inspect all parts for breaks, cracks, 
bends, dents, damaged teeth, damaged 
threads, enlarged openings, or other 
damage. 


n 





1 

2 

8 

4 

6 


Pipe plug, 1/8 NPT 
Packing, preformed (2) 
Fuel control valve 
Pin, spring 
Nut, stamped 


6 Stem 

7 Temperature selector valve 

8 Block 

9 Packing, preformed (2) 

10 Bolt (2) 

Figure 61. Fuel control valves and block, exploded view. 


(4) Replace damaged parts and valves 
proven to be inoperative by valve! test 
outlined in paragraph 100, 

(6) If control valves are frozen, place 
valves in a flexible duct of 225°F. 


a ting valves above boalinjj point of 
ter will vaporize any raoatan m 
. valves. Blow out valves with com. 
cased air and dry in tflenble duct 
• an additional thirty minute, to re- 
>ve all moisture. 
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(6) Inspect capillary tubes and sensing 
units for cracked, kinked, or collapsed 
condition. Replace valve if any damage 
is noted. 

d. Assembly and Installation. 

(1) Install stem (6, fig. 51) on shaft of 
temperature control valve (7) and 
drive spring pin (4) through stem and 
shaft. 


(2) Install two new preformed packings 

(2) and two preformed packings (9) 
in bores of block (8). Install fuel con- 
trol valve (3) and temperature selec- 
tor valve (7) in block and secure with 
two bolts (10). 

(3) Install pipe plug (1) in block. 

(4) Install block, with attached valves, on 
heater (para 100). 




Section III. MAGNETO 


158. General 

The magneto, driven by the power unit, 
supplies the high-tension spark necessary for 
ignition of the fuel-air mixture in the heater 
combustor. 

159. Magneto 

a. Removal. Remove the magneto (para 82). 

b. Disassembly. 

(1) Remove four screws (1, fig. 52) and 
Jockwashers (2) and remove’ end cap 

(3) and gasket (4) from housing 
(34). Remove cable outlet (29) from 
end cap. 

(2) Remove screw (14) and remove leads 
and breaker arm (31) from support 
bracket (33). 

(3) Remove screw (5) and lockwasher (6) 
and remove capacitor (7). 

(4) Remove retaining ring (30) and re- 
move breaker arm from rotor bearing 
support (15). 

(5) Remove screw (8), lockwasher (9), 
and flat washer (10) and remove cam 
wick and holder (11) from rotor bear- 
ing support. 

(6) Remove screw (12), lockwasher (6) 
and flat washer (13) and remove 
stationary support bracket from rotor 
bearing support. 

(7) Remove four screws (32) that secure 
rotor bearing support (15) to housing 
and remove rotor bearing support. 


Remove sleeve bearing (28) from 
support. 

(8) Remove staking and remove outer flat 
washer (19), seal (20), inner flat 
washer (21), and retaining ring (22) 
from housing. 

(9) Remove magneto rotor (27) from 
housing (34).. Remove cork seal (26) 
from rotor. Remove retaining ring 
(36) and ball bearing (35) from hous- 
ing. 

(10) Remove two setscrews (23) from 
housing and remove coil (25). Re- 
move screw (16), drain cover (17), 
and screen (18). 

c. Cleaning, Inspection, and Repair. 

(1) Clean all metal parts with a cloth 
dampened with an approved cleaning 
solvent and dry thoroughly. 

(2) Wipe the coil, capacitor, and interior 
of housing with a clean, dry, lint-free 
cloth. 

(3) Inspect all parts for breaks, cracks, 
bends, damaged threads, or other 
damage. Repalce all damaged parts. 

(4) Inspect the points for burning or 
pitting. Dress slightly burned or 
pitted points, using a fine mill file 
or point dresser. Replace the station- 
ary support bracket and breaker 
arm if points are badly worn or 
burned. 

d. Assembly and Installation. 

(1) Position the coil (25, fig. 52) in the 
housing (34) and secure with two 
setscrews (23). Install ball bearing 
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1 

2 

3 

4 

5 

6 

7 

8 
9 

10 

11 

12 

13 

14 

15 

16 

17 

18 


Screw, assembled, machine, No. 10-24 x 6/8 
in. (4) 

Washer, lock, IT, No. 10 (4) 

End cap 
Gasket 

Screw, machine, No. 6-32 x 8/16 in. 
Washer, lock, No. 6 (2) 

Capacitor, fixed 

Screw, machine, No. 8-32 x 3/8 in. 

Washer, lock, No. 8 

Washer, flat, No. 8 

Cam wick and holder 

Screw, machine, No. 6-32 x 3/8 in. 

Washer, flat, No. 6 

Screw, machine, No. 6-32 x 3/8 in. 

Rotor bearing support 

Screw, machine, No. 6-32 x 5/16 in. 

Hood 

Screen 


19 Outer flat washer 

20 Magneto packing 

21 Inner flat washer 

22 Retaining clip 

23 Setscrew, 1/4-20 x 3/4 in. (3) 

24 Electrical contact 

25 Magneto coil 

26 Cork bearing oil seal 

27 Magneto rotor 

28 Sleeve bearing 

29 Cable outlet 

30 Retaining ring 

31 Breaker arm 

32 Screw, machine, No. 8-32 x 3/8 in. (4) 

33 Stationary support bracket 

34 Housing 

35 Ball bearing, annular 

36 Retaining ring 


Figure Magneto , exploded view. 


(35) in housing and secure with re- 
training ring (36). 

(2) Install cork seial (26), on shaft of 
magneto rotor (27). Position the rotor 
in housing. 


(3) Install retaining ring (22) on rotor 
shaft. Place the inner flat washer 
(21), seal (20), and outer flat washer 
(19) in bore of housing (34). Stake 
housing in three places to secure. 
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(4) Install sleeve bearing (28) in the rotor 
bearing support (15). Install the sup- 
port on the housing, with the rotor 
shaft entering bore of support. Secure 
support to housing with four screws 

(32) . 

(5) Install the stationary support bracket 

(33) on rotor bearing support and 
secure with screw (12), lockwasher 

(6), and flat washer (13). 

(6) Position cam wick and holder (11) on 
rotor bearing support and secure with 
screw (8), lockwasher (9), and flat 
washer (10). 

(7) Place the breaker arm (31) on shaft of 
rotor bearing support and secure with 
retaining ring (SO). 


(8) Position capacitor (7) on rotor bear- 
ing support and secure with screw (5) 
and lockwasher (6). 

(9) Position the breaker arm lead to coil 
(25), and lead of capacitor (7) and 
secure to stationary support bracket 
(33) with screw (14).. 

(10) Adjust the magneto points (para 826). 

(11) Install cable 1 outlet (29) in end cap 

(3) and position end cap and gasket 

(4) on housing (34). Secure end cap 
to housing with four screws (1) and 
lockwashers (2). 

(12) Install screen (18), and drain cover 
(17) and secure with screw (16). 

(13) Refer to paragraph 82 and install the 
magneto. 


Section IV. COMBUSTOR 


160. General 

The combustor is a perforated, cylindrical 
metal housing attached to the heat exchanger. 
A removable plate seals the one end of the 
combustor and mounts the fuel atomizing 
nozzle and igniter plug. 

161. Combustor 

а. Removal. 

(1) Remove the igniter plug (para 83) 
and fuel atomizing nozzle (para 87, 
BT400-40 or para 92, BT400-40-1). 

(2) Remove the combustor (para 150). 

б. Cleaning, Inspection, and Repair. 

(1) Clean the combustor plate (5, fig. 35), 
combustor assembly (6), lock washers 
(8), and nuts (9) with an approved 


cleaning solvent and dry thoroughly. 
Clean all perforations with a wire 
brush to remove all soot or obstruc- 
tions. 

(2) Inspect for bends, dents, cracks, or 
other damage. Straighten minor bends 
and dents, weld small cracks, or re- 
place plate and combustor as an as- 
sembly if damaged cannot be repaired. 

(3) Replace gasket (7) if tom or dis- 
torted. Replace all missing or damaged 
nuts and flat washers. 

c. Installation. 

(1) Install combustor (para 150). 

(2) Install igniter plug (para 83) and fuel 
atomizing nozzle (para 87, BT400-40 
or para 92, BT400-40-1). 


Section V. AIR CONTROL 


162. General 

а. The air control is mounted within the out- 
let end of the casing. 

б. The air control consists of a central 
baffle plate, a series of radial tubes, and an 
adjustable damper. 


163. Air Control 

a. Removal. 

(1) Remove duct adapter assembly (para 
99). 

(2) Remove air control (para 151). 
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b. Cleaning, Inspection, and. Repair. 

(1) Clean all pants with an approved 
cleaning solvent and dry thoroughly. 

(2) Inspect air control (15, fig. 48), and 
duct adapter (12), and parts for 
breaks, cracks, bends, dents, damaged 
threads, or other damage. Straighten 
minor bends or dents or replace dam- 
aged parts. 


(3) Check operation of the air control 
damper. Damper must not bind or 
have any restriction of movement. If 
there is binding or restriction, correct 
cause or replace air control. 

c. Installation. 

(1) Install air control (para 151) . 

(2) Install duct adapter assembly (para 
99). 


Section VI. HEAT EXCHANGER 


164. General 

a. The heat exchanger is a cylindrical drum 
containing Circularly nested parallel tubes hav- 
ing airfoil cross sections. 

b. A drain tube is provided at the outlet 
end to drain accumulations of fuel or mois- 
ture in the heat exchanger. 

165. Heat Exchanger 

a. Removal. Refer to paragraph 152 and re- 
move the heat exchanger. 

b. Disassembly. Remove drain tube (16, fig. 
48) from outlet end of heat exchanger (17). 


c. Cleaning, Inspection, and Repair. 

(1) Clean interior of heat exchanger (17, 
fig. 38) with a wire brush and com- 
pressed air. Clean the exterior surface 
with a clean cloth and an approved 
cleaning solvent. 

(2) Inspect heat exchanger for bends, 
dents, cracks, or other damage. 
Straighten bent tubes. Replace heat 
exchanger if damaged. 

d. Assembly and Installation. Install drain 
tube (16, fig. 48) in heat exchanger (17). Re- 
fer to paragraph 152 and install the heat ex- 
changer. 


Section VII. CASINO, AIR STRAIGHTENING VANE, AND 

SKID BASE 


166. Casing 

a. General The casing (9, fig. 47) provides 
a protective covering around the heat ex- 
changer. 

b. Removal. Refer to paragraph 153 and re- 
move the casing. 

c. Cleaning, Inspection, and Repair. 

(1) Clean the casing (29, fig. 49), side 
panel (41 and 50), and bulkheads 
(16 and 34), with an approved clean- 
ing solvent and dry thoroughly. 

(2) Inspect the casing, panels, and bulk- 
heads for breaks, cracks, dents, 
chipped paint, or other damage. Check 
weld nuts for damaged threads and 
secure attachment. Straighten minor 
dents and weld small breaks and 
cracks Paint exposed areas. Refer to 
TM 9-213. Replace damaged parts. 


d. Installation. Refer to paragraph 153 and 
install outer easing. 

167. Air Straightening Vane 

a. General. The air straightening vane (19, 
fig. 25) is mounted on the fan ring forward 
of the fan. 

b. Removal. Refer to paragraph 77 and re- 
move the air straightening vane. 

c. Cleaning, Inspection, and Repair. 

(1) Clean air straightening vane (19, fig. 
25) in approved cleaning solvent and 
dry thoroughly. 

(2) Inspect air straightening vane for 
bends, breaks, or other damage. 
Straighten minor bends. Replace vane 
if damaged. 

d. Installation. Refer to paragraph 77 and in- 
stall air straightening vane/. 
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168. Skid Base and Cover 

a. General. The skid cover supports the cas- 
ing and power unit support. The skid base in- 
closes the fuel tank and provides a base for 
the heater. The fuel tank hangers are bolted to 
the skid cover, and set into the skid base with 
the base and cover bolted together to provide 
an inclosure and means of sliding the' heater 
from place to place. Handles on the skid base 
provide strapping facilities when heater is 
mounted on the trailer. 

b. Removal. Refer to paragraph 95 and re- 
move the skid base. Refer to paragraph 153 and 
remove the casing and bulkheads from skid 
cover. 


c. Cleaning, Inspection, and Repair. 

(1) Clean the skid base (26, fig. 39) and 
the skid cover (40, fig. 49) with an 
approved cleaning solvent and dry 
thoroughly. 

(2) Inspect base and cover for breaks, 
cracks, damaged threads, and other 
damage. Weld minor breaks and 
cracks. Inspect weld nuts for damaged 
threads and secure attachment. Weld 
loose nuts. Replace damaged parts. 

d. Installation. Install the skid base (para 
95). Install casing and bulkheads on skid 
cover (para 153). 


Section VIII. FUEL TANK 


169. General 

a. The fuel tank is secured to the skid cover 
and is inclosed by the skid base. 

b. A fuel gage is mounted in the tank next 
to the fuel tank cap. Connectors mounted in 
openings in the fuel tank serve as connections 
for the heatet and gasoline engine power unit 
tube assemblies. A drain plug, in the rear of 
the tank, is accessible through a cutout in the 
skid base. 

170. Fuel Tank 

a. Removal. 

(1) Drain fuel tank and disconnect all 
tube assemblies. 


(2) Remove fuel tank (para 95). 

b. Cleaning, Inspection, and Repair. 

(1) Clean and inspect the fuel tank as 
described in paragraph 95. 

(2) If there are any damaged seams, small 
punctures, or leaks, fill fuel tank 
with water and wdd all damaged 
spots. Check security of welds sup- 
porting tank hangers and repair welds 
if necessary. 

(3) After repairing, drain water from 
fuel tank and run cleaning solvent 
through tank to remove all traces of 
water and foreign particles. 

c. Installation. 

(1) Install fuel tank (para 95). 

(2) Connect all tube assemblies. 


Section IX. ELECTRIC MOTOR 


171. General 

The bracket mounted electric motor unit 
issued with the Model BT400— 40 heater is a 
dust-proof, sealed unit and should require 1 only 
once-a-year maintenance to repack the shaft 
roller bearings. 

1 72. Electric Motor 

a. Removal and Disassembly. 

(1) Remove the motor from the bracket 
(para 104). 

(2) Remove' the cable (18, fig. 53) and 
connector (17) (para 106). 


(3) Remove the nuts, lockwashers, and 
thru bolts (3). 

(4) Remove the cap plug (2) and, using 
a soft drift, drive the armature shaft 

(5) with bearings (4) and drive end 
bell (19) from the housing (7). 

(5) Remove the 1 drive endbell and spring 
washer (20), and press the bearings 

(4) from the shaft. 

(6) Remove endbell (1) from the housing. 
b . Inspection and Testing. Refer to TM 5- 

764 for inspection, testing, and repair of dec- 
trie motors. Replace the electric motor housing 
and stator if the stator is defective. 
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1 End bell 

2 Plug, cap 

3 Bolt, thru 

4 Ball bearing (2) 

5 Armature 

6 Key 

7 Housing, with stator 

8 Gasket 

9 Spacer 
10 Gasket 


11 Junction box 

12 Gasket 

13 ON-OFF switch 

14 Cover 

15 Boot 

16 Screw, machine, 1/4—20 X 1/2 in. (2) 

17 Connector, cable 

18 Cable, electrical 

19 End bell, drive 

20 Spring washer 

Figure 58. Electric motor , exploded view. 


», Assembly and Installation . 

(1) Press the bearings (4, fig, 53) on the 
shaft (5). Make sure! the sealed sides 
of the bearings are toward the arma- 
ture. 

(2) Aline the locating marks and install 
the endbell (1) on the housing (7). 

Install the armature shaft with the 
Hngs into the housing and the 


(4) Install the spring washer (20) (cup- 
ped side up) and the drive endbell 
(19) on the shaft. Aline the locating 
marks and secure the endbell with the 
thru bolts (3) and the! lockwashers 
and nuts. Install the cap plug (2) 
in the endbell. 

(5) Install the connector (17) and cable 
(1.8) (para 106). 

(6) Install the electric motor on the brack- 
et (para 104). 


105 



TM 5-4520-208-15 


APPENDIX I 
REFERENCES 



A— 1. Fire Protection 

TB 5-4200-200-10 

A-2. Painting 

TB ENG 60 

TM 9-213 


Hand Portable Fire Extinguishers Approved for Army Users. 


Preservation and Painting of Serviceable Corps of Engineer Equip- 
ment. 

Painting Instructions for Field Use. 


A— 3. Preventive Maintenance 


TB ENG 347 
TM 5-764 
TM 5-2805-208—14 


TM 9-207 


TM 38-750 


Winterization Techniques for Engineer Equipment. 

Electric Motor and Generator Repair. , T1 .. R a j_ 

Organizationial, DS and GS Maintenance Manual 

Parts and Special Tools Lists), Engine, Gasohne, Military Stan 
ard Model 1A08-111, 1 1/2 HP, FSN 2805-068-7510 and Model 
2A016— 111 3 HP, FSN 2805-072-4871. 

Operation and Maintenance of Army Materiel in Extreme Cold 

Weather (0° to-65°F). 

Army Equipment Record Procedure. 


A-4. Interference Suppression 

TM 11-483 Radio Interference Suppression. 


Ar-5. Supply Publications 

FSC9100-IL 
TM 5— 4520-208-25P 


troleum, Petroleum-Base Products, and Related Materials _ 
'ganizationail, Direct and General Support, Mid Depot * 
nance Repair Parte and Special Tools, lasts Heater DuctType, 
Portable, 400-000 BTU/HR Model BT400-40 and BT40(M0-1, 
FSN 4520-792-8257 and FSN 4520-930-9474. 
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APPENDIX II 

MAINTENANCE ALLOCATION CHART 


Section I. INTRODUCTION 


1. General 

This Appendix contains the explanation of 
all the maintenance and repair functions au- 
thorized the various maintenance levels. 

a. Section II, MAC (Maintenance Allocation 
Chart) designates overall responsibility for the 
performance of maintenance operation. The 
implementation of maintenance tasks upon the 
end item or components will be consistent with 
the assigned maintenance operations. 

b. Section III (Tool and Test Equipment Re- 
quirement) contains a list of the special tools 
and special test equipment required for each 
maintenance operation as referenced from the 
MAC Section II Column K. This section cross 
references a particular maintenance operation 
on the MAC when special tools and equipment 
are required to perform a specific maintenance 

t&sk 

c. ' Section TV (REMARKS) contains supple- 
mental instructions, explanatory notes and/or 
illustrations required for a particular mainte- 
nance operation. This section is cross referenced 
to MAC Section II Column L. 

2. Maintenance Operations 

Maintenance is any action taken to keep 
material in a serviceable condition or to restore! 
it to serviceability when it is unserviceable. 
Maintenance of material includes the fallowing: 

a. Inspect. To determine! serviceability of an 
item by comparing its physical meclmucal and 
electrical characteristics with established 

standards. . 

b Test To verify serviceability and to detect 
electrical or mechanical failure by use of test 
equipment. 


c. Service. To clean, to preserve, to charge, 
and to add fuel, lubricants, cooling agents, and 
air. If it is desired that elements, such as 
painting and lubricating, be defined separately, 
they may be so listed. 

d. Adjust. To rectify to the extent necessary 
to bring into proper operating range. 

e. Aline. To adjust specified variable element 
of an item to bring to optimum performance. 

f Calibrate. To determine the corrections to 
be made in the readings of instruments or test 
equipment used in precise measurement. Con- 
sists of the comparison of two instruments, one 
of which is a certified standard of known ac- 
curacy of the instruments being compared with 

the certified standard. 

a Install. To set up for use m an opera- 
tional environment such as an emplacement, 

site or vehicle. . 

h Replace. To replace unserviceable items 
-with serviceable assemblies, subassemblies or 

**{. Repair. To restore an item to send^ble 
condition. This includes but is not tomted to 
inspection, cleaning, preserving, adjustoft re- 
plading, welding, riveting, and strengthenmg. 

P j. Overhaul. To restore an item to a com- 
pletely serviceable condition as prescribed by 
maintenance! serviceability standards ^sang 
Inspect and Repair Only as Necessary 
(IROAN) technique. 

lc Rebuild. To restore an item to a standard 
as nearly as possible to original or ^condi- 
tion in appearance, performance, and 
pectancy. This is accomplished through com- 
plete disassembly of the item, inspection of al 
parts or components, repair or replacement of 
worn or unserviceable elements (items) using 
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original manufacturing tolerances and specifica- 
tions, and subsequent reassembly of the item. 

3. Explanation of Columns (sec. II) 

a. Sequence Number. The entries concide 
with the sequence of functional grouping' fol- 
lowed in the Repair Parts and Special Tool 
List. 

b. Component Assembly Nomenclature. This 
column contains the grouping index heading, 
subgroups heading, and a brief description of 
the part starting with the noun name. 

c. Maintenance Operations and Maintenance 
Levels. This column contains the various main- 
tenance operations A through J, service, adjust, 
etc. A symbol indicating the maintenance level 
placed in the appropriate column in line with 
an indicated maintenance operation authorizes 
that level to perform the function. The symbol 
indicates the lowest level of maintenance re- 
sponsible for performing the function, but does 
not necessarily, indicate repair parts stockage at 
that level. Higher levels of maintenance are 
authorized to perform the indicated functions 
of lower levels. The symbol designation for the 
various maintenance levels are as follows: 

C — Operator or crew 
O — Organizational 
DS — Direct Support 
GS — General Support 
D — Depot 

d. Reference Note. This column is subdivided 
in two columns. Column L references the tool 


and test equipment requirements (T and TE) 
Section III of the MAC. Column M references 
the remarks Section IV of the MAC. 

4. Explanation of Columns (sec. Ill) 

a. Reference Code. This column consists of 
a number and a letter separated by a dash. 
The number references the T and TE require- 
ments column on the MAC. The letter repre- 
sents the specific maintenance operation the 
■item it is to be used with. The letter is rep- 
resentative of column A through J on the 
MAC. 

b. Maintenance Level. This column shows 
the lowest level of maintenance authorized to 
use the special tool or test equipment. 

c. Nomenclature. This column lists the name 
or identification of the tool or test equipment. 

d. Tool Number. This column lists the man- 
ufacturer’s code and part number, or Federal 
stock number, of tools and test equipment. 

5. Explanation of Columns (sec. IV) 

a. Reference Code. This column consists of 
two letters separated by a dash. The first 
letter references Column L, the second letter 
references a maintenance operation, Column A 
through J on the MAC Section II. 

b. Remarks. This column lists the remarks 
and other information pertinent to the operation 
being performed as indicated on the MAC 
Section II. 


Section II. MAINTENANCE ALLOCATION CHART 
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APPENDIX III 


BASIC ISSUE ITEMS LIST AND OPERATING SUPPLIES 


Section I. INTRODUCTION 


1. Scope 

This appendix lists items which accompany 
the heater, duct type, or are! required for in- 
stallation, operation or operator’s maintenance. 
Section II 'lists the accessories, tools and pub- 
lications required for the maintenance and op- 
eration by the operator, initially issued or au- 
thorized with the equipment. Section III lists 
the maintenance and operating supplies re- 
quired for initial operation. 

2. Explanation of Columns 

The following provides an explanation of 
columns in the tabular list in Section II. 

a. Source, Maintenance and Recoverability 
Codes (Col. 1). 

(1) Source. Indicates the selection status 
and source for the listed item. Source 
codes are : 

Explanation 

p Applied to repair parts which are stocked 

in or supplied from the GSA/DSA 
Army supply system and authorized 
for use at indicated maintenance cate- 
gories. 

M Applied to repair parts which are not pro- 
cured or stocked but are to be manu- 
factured at indicated maintenance cate- 
gories. 

X2 Applied to repair parts which are not 
stocked. The indicated maintenance 
category requiring such repair parts will 
attempt to obtain them through can- 
nibalization. If not obtainable through 
cannibalization, such repair parts will 
be requisitioned with supporting justi- 
fication through normal supply chan- 
nels. 


(2) Maintenance. Indicates the lowest 
category of maintenance authorized to 
install the listed item. .The mainte- 
nance level code is: 

Explanation. 

0 Organizational Maintenance (Operator/ 

Crew). 

(3) Recoverability Code. Indicates wheth- 
er unserviceable items should be re- 
turned for recovery or salvage!. Items 
not coded are expendable. Recover- 
ability codes are : 

Explanation 

B Applied to repair parts and assemblies 

which are economically repairable at 
DSU and GSU activities and are nor- 
mally furnished by supply on an 
exchange basis. 

T Applied to high dollar value recoverable 

repair parts which are subject to special 
handling and are issued on an exchange 
basis. Such repair parts are normally 
repaired or overhauled at depot mainte- 
nance activities. 

XJ Applied to repair parts specifically select- 

ed for salvage by reclamation unite be- 
cause of precious metal content, critical 
materials, high dollar value reuseable 
casing and castings. 

b. Federal Stock Number. Indicates the Fed- 
eral stock number for the item. 

c. Description. Indicates the Federal item 
and any additional description required. A 
five-digit manufacturer’s or other service code 
is shown in parentheses followed by the man- 
ufacturer’s part number. Repair parts quanti- 
ties included in kits, sets and assemblies that 
differ from the actual quantities included in 
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kits, sets and assemblies that differ from the 
actual quantity used in the specific item are 
listed in parentheses following the repair part 
name. 

d. Unit of Issue. Indicates the units used as 
a basis of issue, e.g., ela, pr, ft, yd, etc. 

e. Quantity Incorporated in Unit. Indicates 
the quantity of the item used on the equip- 
ment. 

/. Quantity Authorized. Indicates the total 
quantity of an item required to be on hand 


and necessary for operation and maintenance 
of the equipment. Items to be requisitioned as 
required are indicated by an asterisk. 

g. Illustration. 

(1) Figure Number. Indicates the figure 
number of the illustration in which 
the item is shown. 

(2) Item or Symbol Number. Indicates the 
callout number used to reference the 
item in the illustration. 
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1 Air hose assembly (2) 

2 Air hose assembly (3) 

3 Publications case 

4 Exhaust stack extension 
6 Exhaust stack extension 

6 Electric motor power unit 

7 Ground rod (8 sections) 

8 Winterization torch 

9 Electrical wire (10 ft) 


10 Operator, Organizational, Direct and General 

Support Manual for Engine, Gasoline 

11 Operator, Organizational, Direct and General 

Support and Depot Maintenance Manual for 
Heater 

12 Duct adapter 
18 Ground clamp 
14 Electrical clip 
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Figure Si. Basic tame items. 
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3. Explanation of Columns Contained 
in Section III 

a. Item. This column contains numerical 
sequence item numbers assigned to each com- 
ponent application to facilitate reference. 

b. Component Application. This column 
identifies the component application of each 
maintenance or operating supply item. 

c. Federal Stock Number. The Federal stock 
number will be shown in this column an 

be used for requisitioning purposes. 

d. Description. This item and a brief de- 
scription are shown. . . , - . . 

e. Quantity Required for Initial Operation. 

This column lists the quantity of each mainte- 
nance or operating supply item required for 

initial operation of the equipment. 

f. Quantity Required for 8 Hours Operation. 
Quantities listed represent the estimated re- 


quirements for an average eight hours of op- 
eration. 


4. Abbreviations 

American Wire Gage 

dia diameter 

*** 

ft *•* 

in inch(s) 

MIL””- Military 

No Number 

Std III Standard 

w / “ with 

w / 0 " without 


5. Federal Supply Codes 

Code Manuafcturur 

82366 Aero Motor Mfg. Co. 

83144 Flexible Tubing Corp. 

90598 American Air Filter Co., Inc. 


Section II. BASIC ISSUE ITEMS LIST 


Source 


Federal 

■took 

number 


4620-675-6331 

7520-659-9618 

4520-980-6973 

4620-930-6974 

2990-941-6276 


D«aaripU<m 


Group 31 — Basic Issue Items, Manufac 
turer Installed 
3100 — Basic Issue Items Manufacturer 
or Depot Installed 
ADAPTER: Duct, 12 in. to 6 in. 

(83144) FT62 

CASE : Operations and Maintenance 

Publications, cotton duct, water repellant, 
mildew resistant 

HOSE ASSEMBLY, AIR: Flexible, 6 in. 

diameter, 15 ft lg (83144) FT8706 
HOSE ASSEMBLY, AIR: Flexible, 12 in. 

diameter, 16 ftlg (83144) FT8706 
PIPE, EXHAUST: w/ screen (90598) 
TR3355 

PIPE, EXHAUST: w/screen (90598) 
TRS096 

POWER UNIT ASSEMBLY : Electric 
motor, 208-220V, 60 cycle, ac, 3 phase 
(90698) TMA3018 
Model BT400-40 
Model BT400-40-1 
TM 6-2806-208-14 
P/Mil Std Engine 
TM 6-4520-208-16 
Heater, Duct Type 


•** M 

*1 


IUust 


Figure 


ea 


ea 


Item 


ea 


ea 
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Group 32 — Basic Issue Items, Troop 
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8200 — Buie Iuue Items, Troop 



1 







Installed or Authorised 






P 

0 

— 

5976-248-5861 

Clamp, electrical, ground 1/2 in. to 1 in. 


1 

1 

54 

18 

P 

0 

— 

6936-785-4993 

Clip, electrical (82866) 651P10 


1 


64 

14 

P 

0 



5975-642-8937 

Bod, Ground, 9 ft. lg. 6/8 in. dla. cone 


1 i 

1 

54 

7 





point, 3 section 






P 

0 

— 

4940-476-1574 

Torch, Winterintion 


1 

1 

54 

8 

P 

0 

— 

6145-180-6696 

Wire, electrical, No. 6 AWG 

ft 

10 

1 

54 

9 

P 

0 

— 

4210-889-2221 

Extinguisher, Fire; dry chemical, 2 1/2 lb. 


1 
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cap. 
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Section III. MAINTENANCE AND OPERATING SUPPLIES 


Item 

Component 

application 

Sooree 

of 

supply 

Federal 

■took 

number 

Dooerlptlon 

Quantity 
required 
for initial 
operation 

Quantity 
required 
for 8 boon 
operation 

Moteo 

1 

0101 Crank- 

... 

— ir _ 

OIL, LUBRICATING 



(1) Included in 


Case 

KY 

9150-231-6638 

Grade 9260 or 

2 pt 


quantity re- 



KY 

9160-268-9487 

OE-80 

-nwrim im 


quired for 8 



KY 

9160-281-9087 

Grade 9110 or 

2 pt 


hours opera- 



KY 

9160-242-7608 

OES 

2 pt 


tion. 



KY 

9160-266-9428 

OE-10 

— - 










(2) Quantity re- 

2 

6007 Tank 



FUEL, GASOLINE 



quired under 








conditions re- 





MIL-G-6672 or 

18 gal. 

36*2 

quiring maxi- 





MIL-G-8066 

(1) 

gal. 

mum usage. 





Type I * II 
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INDEX 


Ptncrtph 


Adjustments : 

Igniter plug 

Magneto 

V-belt 

Appendices: 

I — References 

II — Maintenance allocation chart 

III— -Basic issue items list 

Air baffles 

Air cleaner, gasoline engine 

Air control 

Air straightening vane; 

Description 

Installation 

Removal 

Repair 

Axle 


Baffles, air “ 

Base, skid: 

Installation 

Removal — — 

Repair ■; 

Basic issue items list. Appendix 111 

Basket “ 


Belt, V. 

Adjustment 
Installation 
Removal — 
Block, valve - 


Cabinet: 

Description 

Installation 

Removal 

Repair 

Cable, electrical 

Cable, ignition 

Cap, fuel tank 

Casing, bulkheads, and base: 

Description 

Installation 

Removal 

Repair 

Cold, operation in extreme — ** — 

Combustor: 

Description 

Installation 

Removal * 

Repair 
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Combustor fire: 

Cuts out on overheat 

Fails to cut out on overheat 

Controls and instruments: 

Choke control 

Damper control 

Discharge air temperature gage 

Electric motor ON-OFF switch 

Fuel and exhaust controls 

Fuel control valve knob 

Fuel gage 

Sensing elements 

Starting rope handle 

Stop switch lever 

Temperature selector indicator knob 

Temperature selector valve knob 

Time totalizing meter 

Conversion, equipment 

Coupling, drive: 

Installation 

Removal 

Repair 

Daily services, operator 

Data, tabulated 

Definition of radio interference 

Demolition : 

Explosives or weapons fire 

General 

Other methods of 

Rendering the heater inoperative 

Training 

Description 

Differences in models 

Discharge air temperature: 

Fluctuates 

Not in correct range 

Discharge temperature gage: 

Description 

Installation 

Removal 

Dismantling for movement 

Duct holders 

Dusty areas, operation in 

Electric motor power unit: 

Fails t6 start or is hard to start 

Fails to stop 

Installation 

Lacks power 

Noisy 

ON-OFF switch 

Removal 

Repair 

Runs hot 

Stops suddenly 

Equipment: 

Conversion 

In storage, maintenance and inspection of 

New, unpacking 

Unloading 
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38-89 

22 

20 

29 

20 

18 

18 

28 

20 
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20 

19 
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26 

20 

30 

21 

24 

20 

23 

20 

20 

19 

21 

19 

27 

20 

12 

13 

72-104 

41-73 

72-104 

41-73 

72-104 

41-73 

44 

30 

6, 128 

7, 87 

65 

39 

118 

83 

116 

83 

119 

83 

117 

83 

120 

83 

3 

3 

5 

6 

63-141 

38-90 

62-140 

38-90 

18 

18 

99 

69 

99 

69 

14 

17 

113 

79 

36 

26 

52 

37 

57 

38 

12 

13 

53 

37 

54 

37 

105 

73 

12-104 

13-73 

172 

104 

55-135 

37-89 

54 

37 

12 

13 

124 

85 

8 

10 

7 

9 
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Exhaust: 

Extension 

Pipe 

Stack 

Stack extensions 

Fan, vaneaxial 

Filter, fuel: 

Heater 

Engine 

Frame, trailer 

Fuel: 

Control — 

Filter 

Level gage 

Nozzle * 

Pump 

Tube assemblies 

Tank 

Fuel atomizing nozzle 

Fuel control valves: 

Description 

Installation 

Removal 

Repair 

Fuel pump: 

Description — 

Installation 

Removal 

Repair 

Testing 

Gage: 

Discharge temperature 

Fuel 

Gasoline engine power unit: 

Installation 

Removal 

Starting 

Troubles 

Handle 

Heat exchanger: 

Description 

Installation 

Removal 

Repair 

Heater: 

Controls and instruments 

Exhaust smoking excessively 

Exhaust system 

Fails to ignite 

Fuel system 

Ignition system 

Magneto — 

High humidity, operation in - 
Holders, duct 

Ignition cable 

Ignition nozzle 

Igniter plug 


79 

79 

80 
80 
77 


88-93 

48 

116 


48 

48 

49 
49 
44 


66-62 

36 

81 


92 

88-93 

96 

87-92 

86-90 

86—90 

96 

100 


62 

65-62 

64 

55-62 

63-68 

63-68 

64 

71 


3 

100 

100 

157 


3c 

86-90 

86-90 

156 

85-90 


99 

95 


126 

126 

32 

51 

114 


3 

152 

152 

165 


16 

57 
79 

58 

84-89 

83 

82 

37 

113 

83 

87-92 

83 


3 

71 

71 

98 

4 

53-58 

53-58 

97 

63-58 


69 

64 


13 

13 

21 

37 

79 


3 

91 

91 

103 


18 

38 

48 
38 

53-58 

52 

49 
26 
79 

62 

65-62 

62 
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Inspection : 

New equipment 

Used equipment 

Installation : 

Electric motor power unit 

Gasoline engine power unit 

Separately packed components 

Setting-up instructions 

Interference suppression components 

Loading equipment for shipment 

Lubrication : 

Detailed information 

General information 

Magneto: 

Description 

Installation 

Removal 

Repair 

Maintenance : 

Organizational 

Quarterly preventive 

Maintenance allocation chart, Appendix II 

Maximum heat output not obtainable 

Meter, time totalizing: 

Description 

Installation 

Removal 

Repair 

Movement : 

Dismantling for 

To a new work site, installation after 

Mounting ring, fan: 

Installation 

Removal 

Repair 

Operation : 

At high altitudes 

In sandy or dusty areas 

In extreme cold 

In salt water areas 

Under usual conditions 

Plug, spark 

Preparation of equipment: 

For shipment 

For storage 

Pump, fuel (see fuel pump) 

Quarterly preventive maintenance services 

Radio interference suppression: 

Components 

Definition of 

General methods 

General sources 

Purpose 

Replacement of components 

References, Appendix 

Reinstallation after movement to a new work site 
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30 
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30 


no 

64-142 

38-90 

27 

20 
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72 
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72 
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72 

14 

17 

15 

18 

72-77 

41-44 

77 

44 

77 

44 

37 

26 

36 

26 

35 

24 

37 

26 

34 

23 

67 

39 

121 

84 

123 

86 


45 

80 

67 

39 

65 

39 

66 

39 

65 

39 

65 

39 

68 

40 


107 

15 

18 
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Replacement of suppression components 
Services; 

Operator’s daily 

Quarterly preventive maintenance 

Springs 

Stack, exhaust 

Starting 

Starting gasoline engine in cold weather 

Stopping 

Storage 

Inspection and maintenance 

Preparation 


Tabulated data 

Tank, fuel: 

Description 

Installation 

Removal 

Repair * 

Temperature gage, discharge 

Temperature selector valve; 

Description 

Installation 

Removal 

Repair 

Testing: 

Discharge temperature gage 

Fuel pump 7 — - 

Time totalizing meter (see meter, time totalizing) 

Tow bar and pins 

Trailer frame 

Trouble shooting: 

Organizational 

Direct and general support and depot 

Tube assemblies, fuel 

Unloading equipment 

Unpacking equipment 

Vaneaxial fan: 

Installation — 

Removal 

Repair 

Wheels 

Wheel bearings, lubrication 
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